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Arrangements of Leads on an Inter-Pcle Motor 


Connection diagram for variable speed compound inter-pole motor. Arrows indicate direc- 
tion of current for accumulative compound right hand rotation. In case the direction of ro- 
tation is to be changed, reverse the armature connections at controller. In order to be sure 
that series and shunt windings are connected accumulatively, the following test may be made: 
Close the main line switch, momentarily, with machine connected as a series motor (that is, 
with the shunt circuit open). If the direction of rotation when running thus be the same as 
when running as a compound motor, it is connected accumulatively, if not, it is connected 
differentially, and in that case it will be necessary to reverse either the series or the shunt 
connections at tbe controller. 


Foreword | 


This series is dedicated to Electrical 
Progress—to all who have helped and 
those who may in the coming years help 
to bring further under human control 
and service to humanity this mighty. 
force of the Creator. 


The Electrical Age has opened new 
problems to all connected with modern 
industry, making a thorough working 
Inowledge of the fundamental princi- 
ples of applied electricity necessary. 





The author, following. the popular appeal for practical 
knowledge, has prepared this progressive series for the electrical 
worker and studcnt; for all who are seeking electrical knowledge 
as a life profession; and for those who find that there is a gap in 
their training and knowledge of Electricity. 


Simplicity is the keynote throughout this series. From this 
progressive step-by-step method of instruction and explanation, 
the reader can easily gain a thorough knowledge of modern 
electrical practice in line with the best information and experi- 
ence. 


The author and publishers here gratefully acknowledge the 
hearty and generous help and co-operation of ali those who have 
aided in developing this helpful series of Educators. 


The series will speak for itself and ‘‘those who run may read.” 


The Publishers. 


Readers’ Information Finder 





How to Use This Book 


Finder | 


R 
RENOFIT | 





IMPORTANT 


To quickly and easily find information on any subject, read 
over the general chapter headings as shown in the large type— 
this brings the reader's attention to the general classification of 
information in this book. 


‘Each chapter is progressive, so that if the reader will use the 
outline following each general chapter heading, he will readily 
come to the information desired and the page on which to 
find it. 


Get the habit of using this Index—it will quickly reveal a 
vast mine of valuable information. 


"An hour with a book would have brought lo your mind, 
The secret that took the whole year to find; 

The facts that you learned at enormous expense, 
Were all on a library shelf to commence.” 


\ 


Readers’ Information F inder.: Vol. II 


у FINDER 





Pages 
22 Theory of the Armature........ ..... 481 «о 510 


Current distribution, 481. 

Voltage variation around commutator, 485. 
Cross magnetization, 487. 

Remedies for field distortion, 490. 

Normal neutral plane, 491. 

Commutating plane, 492. 

Demagnetizing effect of arm. reaction, 493. 
Eddy currents, 496. 

Magnetic drag, 499. 

Comparison of armature types, 502. 

Core or iron loss, 504. 

Dead turns, 505. 

Spurious resistance, 506. 

Armature losses, 507. 


23 Commutation and the Commutator. 511 to 532 


Period of commutation, 511. 

Various planes, 513. 

Commutation, 516. 

Position of the brushes, 518. 

Fixed position of brushes, 523. 

Construction of commutators, 527. 

Points on commutators, 529. t 
Types of commutators, 530. 


24 Brushes and the Brush Gear. ........533 to 554 


Gauze brushes, 533. 

Wire brushes, 534. 

Laminated or strip brushes, 535. 

Carbon brushes, 536. 

Comp. of copper and carbon brushes, 538. 
Size of brushes, 540. 

Contact angle of brush, 543. 

Brush contact, 544. 

Brush holders, 546. 

Multipolar brush gear, 550. 





Readers’ Information f'inder.: Vol. If 





25 Armature Construction... ...........555 to 586 


Shaft, 555. 

Core, 556. 

Laminz, 558. 

Insulation of core discs, 560. 

Forms of armature teeth, 561. . 
Features of slotted armatures, 563, 

Built up construction, 565. 

Ventilation, 567. 

Insulation of core, 568. 

Armature windings, 569. 


26 Operation of Dynamos..............587 to 620 


Before starting, 587. 

Adjustment of brushes, 588. 

Direction of rotation, 591. 

Starting a dynamo, 594. ; 
Reversed polarity, 598. 
Loss of residual magnetism, 601. 

Attention while running, 602. 

Lead of brushes, 602. 

Sparking, 604. 

Stopping dynamos, 607. 

Attention efter shutting down, 609 

Overloaded dynamo, 611. 

Loose connections, 614. 

Armature faults, 615. 

Field magnet faults, 617. 


27 Coupling of Dynamos...............621to 638 


Series and parallel connections, 621. 
Coupling series dy namos, 623. 
Coupling shunt dynamos, 625. 
Dividing the load, 630. 

Coupling compound dynamos, 631. 
Equalizing the load, 634. 


28 Dynamo Fails to Excite. ....... ......639 %0 656 | 


Brushes not properly adjusted, 6-10. 
Defective contacts, 640. 

Incorrect adjustment of regulators, 641. 
Speed too low, 642. 

Insufficient residual magnetism, 643. 
Open circuits, 644. 

Short circuits, 649. A 
Field coil testing, 651. s | 
Wrong connections, 654. r 


‘Readers’ Information Finder. Vol. II 





29 Armature Troubles....... 


Faults and their causes, 657. 

Short circuits in individual coils, 658. 
Short circuits bet. adjacent coils, 662, 
Various short circuits, 664. 

Partial short circuits, 665. 

Burning of armature coils, 666. 
Cutting out coils, 666. 

Grounds, 666. 

Magneto tests. 667. 

Breaks in arm. circuits, 668. 
Polarity of field coils, 669. 


......... ..657 #о 672 


30 Care of the Commutator and Brushes 673 to 694 


Operating conditions, 674. 
Testing commutator surface, 674. 
Filing clamp, 677. 

Sparking, 678. 

Bad adjustment of brushes, 679. 
Bad condition of brushes, 681. 
Bad condition of commutator, 681. 
Flats on the commutator, 683. 
Loose segments, 685. 

Care of commutators, 686. 
Re-turning a commutator, 686. 
Brushes, 688. 

Lubrication, 690. 

Short circuits in commutator, 691. 
Burnt mica, 692. 


31 Heating........ uacuum e 898 to: 706 


‘Heating of connections, 696. 

Heating of brushes, 696. 

Commutator and armature, 697, 

Self oiling bearing, 698. 

Causes of hot bearings, 699. 

Causes of armature heating, 701. 
Heating of field magnets, 703. 

Methods of preventing overheating, 704. 
Moisture in field coils. 705. 


Readers' Information Finder. Vol. II 





32 D. C. Motors........................707 to 782 


Motor principles, 707. 
Motor construction, 711. 
Propelling drag, 716. 
Reversed pressure, 722. 
Direction of rotation, 732. 
Reversing motor, 734. 
Armature reaction, 737. 
Starting a motor, 740. 
Classes of motor, 743. 

Series motors, 744. 

Shunt moters, 750. 

Effect of brush position, 752. 
Compound motors, 754. 
Power of motor, 757. 

Speed of motor, 763. 
Relation bet. torque and speed, 763. 
Speed regulation, 765. 
Controllers, 767. 

Efficiency of motors, 768. 
Interpole motors, 771. 
Adjustable speed motors, 773. 


33 D. C. Motor Control............... ..783 to 804 


Before starting, 783. 

Starting, 784. 

Use of speed regulators, 785. 
Starting a shunt motor, 787. 
Failure to start, 789. 

Precautions with shunt motors, 789. 
Regulation of motor speed, 792. 
Armature resistance method, 796. 
Shunt field resistance method, 799. 
Armature and shunt field control, 801. 
Two motor regulation, 802. 
Stopping, 803. 


34 D. C. Motor Control Apparatus.......805 to 834 


Resistor material, 805. 

Rheostats, 811. 

Starting box connections, 812. 
Attachments, B14. 

Low voltage release, 816. 

Overload release, 817. 

Rheostats for series motors, 819. 
Rheostats for shunt apd compound motors, 820. 
Multi-switch starters, 820. 

Speed regulation of traction motors, 825. 
Selection of starters and -egulators, 831. 


Readers’ Information Finder. Vol. II 





35 Auxiliary Apparatus. .... ............835 to 868 - 


Switches, 835. 

à Fuses, 841. 
Circuit breakers, 845. | 
Time limit attachments, 853. : 
Air circuit breakers, 855. 
Lightning arresters, 859. 

ee Switchboards, 863. 

i, Oil circuit breakers, 867. 


| 36 Installation of Electrical Machinery.869 to 898 


Points governing selection, 869. 

Operation, 870. 

Form, 870. 

Cost, 870. 

Location, 874. 

Foundation, 874. 

Erecting, 875. 

Connecting up dynamos, 878. | 
Coupling magnet coils, 878. 

The drive, 880. 

Size of belt, 884. 

Belt clamp, 890. 

Calculation of pulleys, 891. 

Rope drive, 894. 

Gear drive, 894. , 
Friction drive, 895. 

Electrical connections, 895. 


Тћеогу of the Armature 481 


CHAPTER 22 


Theory of the Armature 


Current Distribution in Ring and Drum Armatures.—In 
studying the actions and reactions which take place in the 
armature, the student should be able to determine the direc- 
tions of the induced currents. The basic principles of electro- 
magnetic induction were given in Chapter X, from which, for 
instance, the distribution of current in the gramme ring arma- 
ture, shown on fig. 701, is easily determined by the application 
of Fleming's rule. : 


Ques. In the Gramme ring armature (fig. 701) what is the 
distribution of armature currents? 

Tracing the current from the negative to the positive brush, it will be 

seen that it divides, half going through coils L,A,R,F and half through 


coils /,a,r,f, these two currents ascend to the top of the ring, uniting at 
the positive brush. 7 


Ans. "There are two paths in parallel as indicated in fig. 701. 


Ques. How does the voltage vary in the coils? 


Ans. It varies according to the position of the coils, being 
least when vertical and greatest when horizontal in a two pole 
machine arranged as in fig. 701. 
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The upper and lower coils in the right hand half of the ring armature, 
fig. 701, will have about the same electromotive force induced in them, say 
2 volts each, while the two coils between them will have a higher electro- 
motive force, at the same instant, say 4 volts each, since they occupy 
nearly the positions of the maximum rate of change of the magnetic lines 
threading through them. ‘hese eight coils may be represented by two 
batteries connected in parallel, each battery consisting of two 2 volt cells 





Fic. 701.--Current distribution in a gramme ring armature. There are two paths for the 
current between the brushes, half going up each side of the ring as indicated by the arrows, 
thus giving two paths in parallel as indicated in fig. 703. 
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Еле. 702.—Battery analogy illustrating current distribution in a ring armature. The cight- 


coils of the armature, fig. 701, are represented by two batteries of four cells each. The 
In the external circuit 


the voltage is equal to that of one battery and the current is equal to the sum of the cur- 
rents in each battery. 


action of the two units thus connected is indicated by the arrows. 
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and two 4 volt cells as shown in fig. 702. The voltage of each battery 
then will be 


5 +1-+1+2 = 12 уо 5 
The two batteries being connected in parallel, the voltage at the ter- 


minals will be the same, but the current will be the sum of the currents 
in each battery. 


Ques.’ How may the number of paths in parallel be in- 
creased? 


Ans. By increasing the number of poles. 





Fio. 703.—Diagram showing distribution of current in the gramme ring armature of fig. 701. 
The current flows in two parallel paths as indicated. 





Fig. 704.—Diagram showing current distribution through armature of a four pole machine 
with like brushes connected. There are four paths in parallel, hence the induced voltage 


will equal tat of one set of coils, and the current will be four times that flowing in one set 
af coils 


= 
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For instance, in a four pole machine, as in fig. 704, there are four paths 
in parallel. In this case the armature may be used to furnish two sep- 
arate currents, though this is not desirable. 


Ques. How are the brushes connected? 


Ans. Usually all the positive brushes are connected together, 
and all the negative brushes as in fig. 705, giving four paths 
in parallel through the armature as indicated in fig. 704. 





Fig. 705.—Brush connections for four pole dynamo. J is usual to connect all the positive 
brushes to one terminal and all the negative brushes to tae other which gives four parallel 
paths as shown in the diagram, fig. 704. In a four pole machine, two separate currents can 
be obtained by omitting the parallel brush conncctions. 


Ques. How does this method of brush connection affect 
the voltage? 


Ans. The voltage at the terminals is equal to that of any 
-of the sets of coils between one positive brush and the adjacent 
negative brush. 


Thus in the four pole machine, fig. 704, the coils of the four quadrants 
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are in four parallels, which gives an internal resistance equal to one-six- 
-teenth that of the total resistance of the entire ring. 


When the coils are connected in two circuits or series parallel, it re- 
quires only two brushes at two neutral points on the commutator, for any 
number of poles; this arrangement is shown in fig. 567. 





Fro. 706 —-Brush connections for four pole dynamo arrange to obtain two separate current? 
by omittiag the parallel brush connection shown in fig. 705. 


Ques. In general what may be said about the current 
paths through an armature? 


Ans. The paths may be in parallel or series parallel accord- 
ing as the winding is of the lap or wave type. 


Variation of Voltage Around the Commutator.—There are 
numerous ways of determining the value of the induced voltage 


—— —— 
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in an armature at various points around the commutator. In 
the method suggested by Morday, it can be measured by the 


use of a single exploring brush and a volt meter as shown in 
fig. 707. 








Fic. 707.—Morday’s method of measuring the variation of voltage around the commutator 
by use of a single exploring brush and volt meter. Jt consists in connecting one terminal 
of the volt meter (preferably an electrostatic one) to one brush of the machine, and the 


other terminal to the explorinz brush, which can be moved from point to point, readings 
being taken at each point. 


In this method, one terminal of the volt meter is connected to one of 
the brushes of the dynamo, and the other cerminal is joined by a wire to 
a small pilot brush which can be pressed against the commutator at any 
desired part of its circumference. With the machine running at its rated 
speed, the exploring brush is placed in successive positions between the 
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two brushes of the machine. In each position a reading of the volt meter 
is taken and the angular position of the exploring brush noted, 


Ques. How does the voltage vary between successive 
pairs of commutator segments? 


Ans. The variation is not constant. 


' Cross Magnetization; Field Distortion.—In the operation of 





Fra. 708.—Cross magnetization. This is defined as lines of magnetic force set up in the wind- 
ings of a dynamo armature which oppose at right angles the lines of force created between the 
pole’ of the field magnet. The figure shows this cross flux which is due to the armature cur- 
rent alone. 


a dynamo with load, the induced current flowing in the armature 
winding, converts ihe armature inio an electromagnet setting up 
a field across or at right angles to the field of the machine. 


This cross magnetization of the armature tends to distort the field pro- 
duced by the field magnets, the effect being known as armature reaction. 
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To understand the nature of this reaction it is best to first consider the 
effect of the field current and the armature current separately. 


Fig. 708 represents the magnetic flux through an armature at rest, 
where the field magnets are separately excited. If the armature be rotated 
clockwise, induced currents will flow upward through the two halves of 
the winding between the brushes, making the lower brush negative and 
the upper brush positive. 


Ques. If, in fig. 708, the current in the field magnet be 





Fis. 709.—Distortion of magnetic field due to cross magnetization. For clearness, the effect 
is shown somewhat exaggerated. A drag or resistance to the movement of the armature 


is caused by the attraction of the north and south poles on the armature and pole pieces 
respectively. 


shut off, and a current be passed through the armature entering 
at the lower brush, what is the effect? 


Ans. The current will divide at the lower brush, flowing up 
each side to the top brush. 


These currents tend to produce north and south poles on each half of 
the core at the points where the current enters and leaves the armature. 
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Hence, there will be two north poles at the top of the ring and two south 
poles at the bottom. 


Ques. What effect is produced by the like poles at the 
top and bottom of the ring? 


Ans. The external effect will be the same as though there 
were a single north and south pole situated respectively at the 
top and bottom of the ring. 





Fie. 710.—Actual distortion of field resulting from cross magnetization, as showa by iron 
filings. 


Ques. In the operation of a dynamo, how do the poles 
induced in the armature affect the magnetic field of the ma- 
chine? 


Ans. They distort the lines of force into an oblique direc- 
tion as shown exaggerated in the diagram fig. 709. 


Ques. What effect has the presence of poles in the arma- 
ture on the operation of the machine? 





——_ ——— 


490 Theory of the Armature 


Ans. In fig. 709, the resultant north pole n,n,n, where the 
lines emerge from the ring, attracts the south pole s,s,s, where 
the lines enter the field magnet, hence a load is brought upon 
the engine, which drives the dynamo, in dragging the armature 
around against these attractions. 


The stronger the current induced in the armature, the greater will be 
the power necessary to turn it. 


Ques. Why does this reaction in the armature require 
more power to drive the machine? 


Ans. The effect produced by the armature reaction is in 
accordance with Lenz’s law which states that: In electro- 
magnetic induction, ihe direction of the induced current is such as 
ło oppose ihe motion producing it. 


Remedies for Field Distortion.—Since the distortion of the 
magnetic field of a dynamo causes unsatisfactory operation, nu- 
merous attempts have been made to overcome this defect, as 
for instance, by: 


1. Experimenting with different forms of pole piece; 


The reluctance of the pole piece should be increased in the region where 
the magnetic flux tends to become most dense. The trailing horn of the 
pole piece may be made longer than the advancing horn and cut farther 
from the surface of the armature, so as to equalize the distribution of 
the magnetic flux. 


2. Lengthening the air gap; 
This increases the reluctance, and also necessitates more ampere turns 


in the field winding. The field distortion, however, will not be so great. 
as it would be if the magnetic field of the machine were weaker. 


3. Slotting the pole pieces; 
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Both longitudinal gaps and oblique slots have been tried. The reduc- 


tion of cross section of the pole piece causes it to become highly saturated 
and to offer large reluctance to the cross field. 


4. The use of auxiliary poles. 


These are small poles placed between the main poles and so wound and 
connected that their action opposes that of the cross field. 


NORMAL NEUTRAL PLANE 








„AXIS OF ARMATURE 


Fig. 711,—Normal neutral plane. This is a reference plane from which the lead is measured. 


As shown, the normal neutral plane lies at right angles to the lines of force of an undistorted 
field. 


Normal Neutral Plane.— This may be defined as a plane 
passing through the axis of the armature perpendicular to the 
magnetic field of the machine when there is no flow af current in 
the armature, as shown in fig. 711. 


МЭЭ ЭЯ алы BÓ 
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It is the plane in which the brushes would be placed to prevent sparking 
when the machine is in operation were the field not distorted by armature 
reaction, and there were no self-induction in the coils. А 


‚ Commutating Plane; Lead of the Brushes.—It has been 
found that in order to reduce sparking to a minimum, the brushes 


LEAD OF THE BRUSHES 


NORMAL NEUTRAL PLANE 





NEUTRAL 
DISTORTED FIELD PLANE 
ROTATION у COMMUTATING 


PLANE 





Fio. 712.—Lead of the brushes, or advance beyond the normal neutral plane in the direction 
of rotation of the armature which is necessary to prevent sparking due to field distortion and 
self induction in the coils. 


must be placed i certain positions found by trial and designated 
as being located in the neutral plane. 


When the brushes are in the neutral plane, they are in contact with com- 
mutator segments connecting with coils that are cutting the lines of force 
at the minimum rate. 
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Ques.—Define the term ‘‘commutating plane.” 


Ans. This is a plane passing through the axis of the arma- 
ture and through th2 center of contact of the brushes as shown 
in figs. 715 and 727. 


Ques. What is the angle of lead? 


Ans. The angle between the normal neutral plane and the 
commutating plane. 


In the operation of a dynamo since the field, on account of armature 
reaction, is twisted around in the difection of rotation, the proper posi- 
tion for the brushes is no longer in the normal neutral plane, but lies 
obliquely across, a few degrees in advance. Hence, for sparkless com- 

, mutation, the commutating plane is a little in advance of the normal neutral 
plane, the lead being measured by the angle between these planes, as 
stated in the definition. 


Ques. What may be said with respect to the angle of lead? 


Ans. F or sparkless commutation, the angle of lead varies with 
the load. 


If the field be much altered at full load, it is evident that at half or 
quarter load it will not be nearly so much twisted, hence the necessity 
for mounting the brushes on some kind of rocking device which will allow 
them to be shifted in different positions for different loads. A desirable 
point, then, in dynamo design is to make the angle of lead at full load 
so small that it will not be necessary to shift the brushes much for varia- 
tion of load. This can be accomplished by making the field magnet field 
considerably more powerf.l than the armature field. 


Demagnetizing Effect of Armature Reaction.—In the opera- 
tion of a dynamo, as previously explained, the position of the 
brushes for sparkless commutation must be varied with the 
load; that is, for light load they should occupy a position prac- 
tically midway between the poles and for a heavy load they 
must be moved a few degrees in ‘the direction of rotation. In 
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other words, the commutating plane must be more or less in 
advance of the normal neutral plane as shown in fig. 730. 
И 


Ques. What is the effect of lead? 


Ans. It produces a demagnetizing effect which tends to 
weaken the field magnets. 





Fic. 713.—Arago's experiment illustrating cddy currents. Arago found that if a copper disc 
be rotated in its own plane underneath a compass needle, the needle was dragged around 
as by some invisible friction. The explanation of this phenomenon, known as Arago's rota- 
tions, is due to Faraday, who discovered that it was caused by induction. That is, a magnet 
moved near a solid mass of metal, induces in it currents, which in flowing from one point 
to another, have their energy converted into heat, and which, while they last, produce 
(in accordance with Lenz’s law) electric pressures tending to, stop the motion. Thus, 
in the figure, there are a pair of eddies in the part passing between the poles, and these 
currents oppose the motion of the disc. Foucault showed by experiment the heating effect 
of eddy currents, but such currents were known years before Foucault’s experiments, hence 
they are incorrectly called Foucault currents. 


Ques. Describe the demagnetizing effect in detail. 


Ans. Tracing the armature currents, in fig. 715 according 


aa E 
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to Fleming's rule, it will be seen that current in inductors 1 
to 18 flow from the observer indicated by crosses representing 
the tails of retreating arrows and in inductors 19 to 36, toward 
the observer from the back of armature, indicated by dots rep- 
resenting the points of approaching arrows, 


In determining these current directions the inductors to the right of the 
neutral line are considered as moving downward, and those to the left as 


|" (ОУ 





Fite 714.—Distribution of lines of force for a toothed armature with a gap approximately equal 
to the breadth of a tooth and with slot slightly wider. In the gap the density of the lines shows 
alternate maxima and minima, the lines being very slightly curved at the level of the teeth: 
but below this level those that enter the slot swerve sharply round to enter the flanks of the 
teeth. Except in the case of very highly saturated teeth, there is no field in the slot at any 
greater depth than about equal to the slot width. The ratio of the density of the field in the 
slot to the density of the field in the tooth is roughly the same as the ratio of the gap length 
(from iron to iron) to the sum of gap length and tooth length. This distribution of lines of 
force as shown by Professors Hele-Shaw and Hay with the aid of a hydraulic model in which 
the stream lines in glycerine imitate the forms of the magnetic lines under varying conditions. 


moving upward. The current in inductors 1 to 15 and 19 to 33, tends to 
cross magnetize the magnetic field of the machine, but the current in in- 
ductors 34 to 36 and 16 to 18 tends to produce north and south poles as indi- 
cated. These poles are in opposition to the field poles and tend todemagnetize 
them. Hence, the inductors lying outside the two upright lines are known as 
cross magnetizing turns, and those lying inside, as demagnetizing turns. 

The breadth of the belt of demagnetizing turns included between the 
two upright lines is clearly proportional to the angle of lead: therefore the 
demagnetizing effect increases with the lead. 
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Eddy Currents; Lamination.—Induced electric currents, 


known as eddy currents, occur when a solid metallic mass 15 


rotated in a magnetic field. 

They consume considerable energy and often occasion harm- 
ful rise in temperature. Armature cores, pole pieces, and field 
magnet cores are specially subject to these currents. 
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Fic. 715.— Diagram illustrating the demagnetizing effect of armature reaction. This results 
from the forward lead given the brushes in order to secure sparkless commutation. 


Ques. Describe the formation of eddy currents. 


Ans. In fig. 716, a bar inductor is seen just passing from 
under the tip of the pole piece N, of the field magnet. Noting 
the distribution of the lines of force, it will be seen that the 
edge cd, is in a weaker field than the edge ab, hence, since the 
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two edges move with the same velocity, the pressure induced 
along cd, will be less than that induced along ab. This gives 
rise to whirls or current eddies in the copper bar as shown. 


Ques. What should be noted in seeking a remedy for 
eddy currents? 
Ans. It should be noted that eddy currents are due to very 


small differences of pressure and that the currents are large only 
because of the very low resistance of their circuits. 
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Fio. 716.—Formation of eddy currents in a solid bar inductor. On account of the appreciable 
size of the inductor, the field is sometimes weaker at one point than another, hence the 
unequal electric pressures thus produce! will induce eddy currents. " 


Ques. What is the best means of reducing eddy currents? 
Ans. Lamination. 


' Ques. Explain thìs mode of construction with respect to 
the bar inductor fig. 716. 
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Ans. In the case of a large bar inductor such as shown in 
fig. 716, it could be replaced by a number of small wires soldered 
together only at the ends. The layer of dirt or oxide on the 
outside of the wires will furnish sufficient resistance to prac- 
tically prevent the eddy currents passing from wire to wire. 


Ques. How should an armature core be laminated to 
avoid eddy currents? 





Fi. 717.—Eddy currents induced in a solid armature core. Eddy currents always occur when 
a solid metallic mass is rotated in a magnetic field, because the outer portion of the metal 
cuts more "nes of force than the inner portion, hence the induced electric pressure not 
being uniform, tends to set up currents between the points of greatest and least pressure. 
Eddy currents consume a considerable amount of energy and often occasion harmful rise 


in temperature. 


Ans. It should be laminated at right angles to its axis. 


Fig. 717 shows the induced eddy currents in a solid armature core, 
and fig. 718 shows the manner in which the paths of these currents are 
interrupted and the losses due to their effect diminished by the use of 


laminated cores. 
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In fig. 718, only five laminations or plates are indicated, so as to show 
the sub-division of the eddy currents, but in practical armatures, the 
number of laminations or punchings ranges from 40 to 66 to an inch, 
and brings the eddy current loss down to about one per cent. A greater 
increase in the number of laminations per inch is not economical, how- 
ever, owing to the difficulties encountered in the punching and handling 
of extremely thin sheets of iron, and the loss of space between the plates. 


Armature cores constructed of the number of plates stated, and forced 
togttiier by means of screws and heavy hydraulic pressure, contain from 





Fre. 718.—Armature core with a few laminations showing effect on eddy currents. In practice, 
the core is made up of a great number of thin sheet metal discs, about 18 gauge, which 
introduces so much resistance between the discs that the formation of eddy currents is almost 
entirely prevented. 


80 to 90 per cent. of iron, and have a magnetic flux carrying capacity 
only fron 5 to 15 per cent. less than when thev are made of an equal vol- 
ume of solid iron. 


Magnetic Drag on the Ármature.— Whenever a current i$ 
induced in an armature coil by moving it in the magnetic field 
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so as to cut lines of force, the direction of the induced current is 
such as to oppose the motion producing it. Hence, in the opera- 
tion of a dynamo, considerable driving power is required to 
overcome this magnetic drag on the armature. 

A conductor carrying a current is surrounded by a circular 
concentric magnetic field. If now such a conductor, with 
current flowing toward the observer as in fiz. 719, be placed 
in a uniform magnetic field, a distortion of th» magnetic lines 





Fre. 719.—Circular concentric magnetic field surrounding a conducior carrying a current. 
if this conductor be moved across a magnetic field, as between the poles of a magnet, the 
lines of force will be distorted as in fig. 720, which will oppose the motion of the conductor. 


will occur as shown.in fig. 720. The resulting mechanical 
actions are easily determined by remembering that the magnetic 
lines aci like elastic cords tending to shorten themselves. There is 
in fact a tension along the magnetic lines and a pressure at right 
angles to both, proportional at every point to the square of 
their density. 

It is evident by inspection of the lines in fig. 720, that there is 
a drag upon the conductor in the direction shown by the arrow. 
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Smooth and Slotted Armatures.—The inductors of an ar- 
mature may be placed on a smooth drum or in slots cut in the 
surface parallel to the axis. 

In the first instance, the magnetic drag comes on the induc- 
tors, and in the case of slots, upon the teeth. 





Fra. 720.—Illustrating drag on armature inductors. In moving c wire, carrying a current 
through a magnetic field, the lines of force are distorted, and the effe.t on the wire is the 
same as though the magnetic lines were elastic cords tending to shorten thems: lves. They 
therefore, oppose the motion of the wire; hence, in dynamo operation, more or less power 
is absorbed in overcoming this drag on the numerous inductors. In ine figure the induc- 
tor is being moved upward against the “drag” due to the magnetic field. 


The effect of embedding the armature inductors in slots is to distort 
the magnetic field as shown in fig. 721. Most of the lines of force pass 
through the teeth, thus, not only are the inductors better placed for driving 


‘ 
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T 
purposes, but, being screened magnetically by the teeth, the forces acting 
on them are reduced, the greater part of the magnetic drag being taken 
up by the core. . 

It should be noted that, although screened from the field, the inductors 
in a slotted armature cut magnetic lines precisely as if they were not pro- 
tected. The effect is as though the magnetic lines flashed across the slots 
from tooth to tooth, instead of passing across the intermediate slot at the 
ordinary angular velocity. 


Comparison of Smooth and Slotted Armatures.—The slotted 
armature has the following advantages over the smooth type: 


МИ wu АИ 
ПИ | | 


Fig. 721.—Effect of slotted armature. ‘he teeth, as they sweep past the pole face, cause 
oscillations of the magnetic flux in the iron near the surface because the lines in the pole 
piece PP, tend to crowd toward the nearest teeth, and will be less dense opposite the slots. 
This fluctuation of the magnetic lines produces eddy currents in the pole faces unless lami- 
nated. The armature inductors, being screened from the field, are relieved of the drag 
which is taken by the teeth. 


1. Reduced reluctance of the air gap; 

2. Better protection for the winding; 

3. Inductors held firmly in place preventing slippage; 
4. No magnetic drag on inductors; 

5. No eddy currents in inductors; 
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6. Better ventilation; 
7. Opposition to armature reaction. 


Due to increased density of flux through the teeth. 
The disadvantages of slotted armatures may be stated as 
follows: | 


1. Tendency of the teeth to induce eddy currents in the pole 
pieces; 





























Fig. 722 —Leakage of lines of force through the core of a slotted armature especially in the 
case of partially enclosed slots. 


2. Increased self-induction of the armature coils; 


3. Greater hysteresis loss on account of denser flux in the 
teeth; 


4. Leakage of lines of force through the core, especially in 
the case of partially enclosed slots. 


Magnetic Hysteresis in Armature Cores.—When the direc- 
tion or density of magnetic flux in a mass of iron is rapidly 


+ 
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changed a considerable expenditure of energy is required which 
does not appear as useful work, 


~ For instance, when an armature rotates in a bipolar field, the armature 
core is subjected to two opposite magnetic inductions in each revolution; 

that is, at any one instant a north pole is induced in the core opposite the 

V south pole of the magnet, and a south pole in the core opposite the north 
pole of the magnet as indicated in fig. 723 by n and s. Accordingly, if the 
armature rotate at a speed of 1,000 revolutions per minute, the polarity 
of the armature will be changed 2,000 times per minute, and result in 
the generation of heat at the expense of a portion of the energy required 
to drive the armature. This loss of energy is due to the work rcquired to 


VERY RAPID REVERSALS OF POLARITY 
TWICE PER REVOLUTION 





Fra. 723.— Magnetic hysteresis in armature core. Unlike poles are induced in the core opposite 
the poles of the field magnet. Since on account of the rotation of the core the induced 
poles are reversed a thousand or more times a minute, considerable energy is required to 
change the positions of the molecules of the iron for each reversal, resultirg in the generation 
of heat at the expense of a portion of the energy required to drive ‘he armature. 


change the position of the moiecules of the iron, and takes place both in 
the process of magnetizing and demagnetizing; the magnetism in each 
case lagging behind the force. s 
Core Loss or Iron Loss.— These terms are often employed 
to designate the total internal loss of a dynamo due to the com- 
^  bined effect of eddy currents and hysteresis, but as the losses 
due to the former are governed by laws totally different from 
those applicable to the latter, special analysis is required to 
separate them. 
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The eddy current loss per pound of iron in the armature core. diminishes 
with the thinness of the laminated sheets, and may be made indefinitely 
small by the use of indefinitely thin iron plates, were it not for certain 
mechanical and economical reasons. 


_ The loss due to hysteresis per pound of iron in the core, does not vary 
with the thinness of the core plates; it can be reduced only by the use of 
a material having a low hysteresis coefficient. 


Dead Turns.—The voltage generated in a dynamo with a 
. given degree of field excitation is not strictly proportional to 





Fro. 724.—Distribution of maznetic lines through a ring armature. Since the lines follow the 
metal of the ring instead of penetrating the interior, no electric pressure is induced in 
that portion of the winding lying on the interior surface of the ring. There is, therefore, 
a large amount of dead wire or wire that is ineffective in inducing voltage; this is the 
chief objection to this ring type of armature. 


the speed, but somewhat below on account of the various 
reactions. That is, the machine acts as though some of its 
revolutions were not effective in inducing voltage. 
The name dead turns is given to the number of revolutions by. which 
the actual speed exceeds the theoretical speed for any output. 


Again, this term is sometimes used to denote that portion of the wire 
on an armature which comes outside :the magnetic field and is therefore 


\ i / 


506 Theory ot the Armature 





4 
rendezed ineffective. in inducing electric pressure. The number of dead 
turns is abour 20 t of the total number of turns. 


Self-Induction in the Coils; Spurious Resistance.—Self- 
induction opposes a rapid rise or fall of an electric current in just 
the same way that the inertia of matter prevents any instanta- 
neous change in its motion. This effect is produced by the 
actionof:the current upon itself during variations in its strength, 





Fry. 725.-—Distribution of magnetic lines through solid drum armature of a four pole machine. 


In the case of a simple straight wire, the phenomenon is almost imper- 
ceptible, but if the wire be in the form of a coil, the adjacent turns act 
inductively upon each other upon the principle of the mutual induction 
arising between two separate adjacent circuits. 


Ques. What effect has self-induction on the operation of 
a dynamo? 


Ans. It prevents the instantaneous reversal of the current 
in the armature coils. That is, the current tends to go on, and 
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in fact does actually continue for a: brief time after the brush 
has been reached. 


. Ques. What becomes of the energy of the, current at 
reversal? 


4 


Ans. The energy of the current in the section of the winding 
undergoing commutation is wasted in heating the wire during 
the interval when it is short circuited, and as it passes on, 
energy must again be spent in starting a current in it in the ' 
reverse direction. There is, then, a lagging of the current in 
the armature coils due to self-induction. 


Ques. What is spurious resistance? 


Ans. This is an apparent increase of resistance in the arma- 
ture winding, which is proportional to the speed of the arma- 
ture, and due to the lagging of the current. 


Armature Losses.—The mechanical power delivered to the 
pulley of a dynamo is always in excess of its electrical output on 
account of numerous mechanical and electrical losses: 


Mechanical losses result from: 


1. Friction of bearings; 
2. Friction of commutator brushes; 
3. Air friction. 


The electrical losses may be classified as those due to: 


1. Armature resistance; 
2. Hysteresis; E 
3. Eddy currents. S 
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Ques. How. do.the mechanical and electrical losses com- 
pare? 


Ans. The mechanical losses are small in comparison with 
the electrical losses. 


Ques. What may be said with respect to friction? 


Ans. The bearing friction varies with the load. In calculat- 
ing this loss not only must the weight of the armature be con- 


c 
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Ела. 726.—Foucault or "eddy" currents in solid armature core. Since the magnetic field is 
more dense at A, near the pole tip than at B, remote from the pole tip, the rate at which an 
element of (he core in passing from A to B, cuts magnetic lines is altered, hence eddy currents 
are set up as shown. To break up the path of these eddy. currents the core is laminated or 
built u» of thin steel stampings as indicated at S, which interposes resistance between cach 
stamping, thus opposing the formation of these currents. If the laminations were few and 
thick as at M, currents would be set up in each lamination as indicated. In practice, the thin 
metal discs at-S, are usually about No. 18 gauge thick. 


sidered but also the belt tension and magnetic attraction in 
order to get the resultant thrust on the bearing. 


Friction of the brushes is very small and may‘-be: néglected. A small 
loss of power is caused by the friction of the air on the armature. The 
latter, since it revolves rapidly, acts to some extent as a fan, and in some 
machines this fan action is made use of for ventilation and cooling. 
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Ques. How are the other losses determined? 


Ans. The loss of power due to armature resistance is easily 
found by Ohm’s law, but the hysteresis and eddy current 
losses, known collectively as ivon losses, are not so easily deter- 
mined. If the magnetization curve of the particular quality 
of iron used for armature plates be known, the hysteresis loss 
may be calculated approximately. Eddy current losses are 
the more important, especially in large machines. As previ- 
ously explained, in all the moving metal masses unless lam- 
inated, there will b2 eddy currents set up if they cut magnetic 
lines. Power may.be lost from this cause even in the metal 
wf the shaft if there be leakage of magnetic lines into it. 


TEST QUESTIONS 


| 
. 


What is the distribution of current in the ring ar- 
mature? 


How does the voltage vary in the coil? 
How many paths in parallel? 
How are the brushes connected? 


How does the voltage vary around the commutator; 
between consecutive pairs of segments? 


What is cross magnetization? 
Describe armature reaction. 
What are the remedies for field distortion? 


Define the. normal neutral. piane: neutral plane; 
commutating plane. 


Cou GW N 


оо ма 


NOTE.—Jean Bernard Leon Foucault, born 1819, died 1858, was a French scientist 
and inventor, noted for his optical researches and his investigations in connection with eddy 
currents, these being called Foucault currents after him. 
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10. 
11. 
12. 


13. 
14. 
b» 


16. 
17: 
18. 
19. 


20. 
21. 
Do 


28. 
29. 
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What is the angle of lead? 
What is the effect of lead? 


Describe the demagnetizing effect of armature re- 
action. 


What causes a demagnetizing effect? 
Describe the demagnetizing effect in detail. 


What are eddy currents and why are s objec- 
tionable? 


How are eddy currents best reduced? 
How is an armature core laminated? 
What is magnetic drag? 


Describe the difference between a smooth and slotted 
armature. 


Give comparison of smooth and slotted armatures. 
What is magnetic hysteresis? 


How does magnetic hysteresis affect an armature 
core? 


. Describe core loss or iron loss. 
. What are dead turns? 
. What percentage of the winding consists of dead 


turns? 


26. What is spurious resistance? 
. What effect has self induction on the operation of 


a dynamo? 
What are the various armature losses? 


How do the mechanical and electrical losses com- 
pare? 
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CHAPTER 23 


Commutation 
and the Commutator 


‘The act of commutation needs special study. If it be incor- 
rectly performed, the imperfection at once manifests itself bv 
sparks which appear at the brushes. 


In the study of this chapter on commutation it would be advisable for 
the student to first review the basic principles of commutation as given in 
Chapter XIV, which contains a brief and simple explanation of how the 
alternating current in the armature is converted into direct current by the 
action of the commutator. 


Ques. What is the period of commutation? 


Ans. The time required for commutation, or the angle 
through which the armature must turn to commute the current 
in one coil. 


Ques. Upon what does the period of commutation depend? 
Ans. Upon the width of the brushes as shown in fig. 727. 


This fixes the angle through which the armature must revolve to com- 
mute the current in one coil. This angle is formed, as shown in the figure, 
by two intersecting planes, M and S, which pass through the axis of the 
armature and the two edges of the brush. Commutation then, begins 
at M, and ends at S, 
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Ques. What is the position of the commutating plane 
with respect to M and §, in fig. 727? 


Ans. It bisects the angle formed by the planes M and S. 


COMMUTATING PLANE __ PERIOD OF 
COMMUTATION 









COMMUTATION BEGINS 


COMMUTATION ENDS 


Еш. 727 —Armature with one brush in position to 
illustrate the period of commutation and commu 
tating plane. The latter is called “commutating 

line" by some writers. The period of commutation depends 
on the thickness of the brush end in contact with the рот- 
mutator. Careful distinction should be made between com- 
mutating plane, neutral plane, and normal neutral plane ag 
defined elsewhere. 


Ques. What is the commutating plane? 


Ans. An imaginary plane passing through the axis of the 
armature and the center of contact of the brush. 
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Ques. What two planes are referred to in stating the , 
position of the brushes? | 


Ans. The normal neutral plane and the commutating plane. 


The angle intercepted by these two planes represents the lead, thus in 
stating that the brushes have a lead of 6°, means that the angle intercepted 
by the normal neutral plane and the commutating plane is 6°. 





MAXIMUM INDUCTION 


Fic. 728.—The proper position of the brushes, if there were no f.eld distortion and self-induc- 
tion in thc armature coils, would be in the normal neutral plane. 7n the actual dynamo 
these two disturbing effects are present which makes it necessary to advan«e tne brushes as 
shown in figs. 729 and 7J0 to secure sparkless commutation. 


Ques. What is the difference between the normal neutral 
plane and the neutral plane? m 


Ans. This is illustrated in figs. 728 and 729. The normal 
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neutral plane ts the position of zero induction assuming no dis- 
tortion of the field as in fig. 728. The neutral plane is the position 
of zero induction with distorted field as in fig. 729-and as is 
found in the actual machine; the distortion is exaggerated in 
‘the figure for clearness. 


Ques. What is the normal plane of maximum induction? 








MAL PLANE OF 
IMUM INDUCTION 
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Fic. 729.—Brush adjustment for field distortion. The effect of the latter is to twist the lines 
of force around in the direction of rotation, thus maximum induction takes place in an 
inclined plane. The brushes then must be advanced to the neutral plane which is at right 
angles to the plane oí maximum induction. This gives the proper position of the brushes 
neglecting self-induction. 


PLANE DF MAXIMUM INDUCTION 


Ans. A plane 90° in advance of the normal neuiral plane, 
being the position of maximum induction with no distortion 
of field, as in fig. 728. 
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! 
Ques. What is the plane of maximum induction? 


Ans. A plane 90° in advance of the neutral plane,* being 


the position of maximum induction in a distorted field, as in 
fig.729. 











NORMAL. NEUTRAL PLANE 
ANCLE OF LEAD — 


NEUTRAL PLANE 


COMMUTATING 
PLANE 


PLANE OF MAXIMUM_INDUCTION 


ADVANGE FOR FIELO OISTORTION. 
ADVANCE FOR SELF-INDUCTION 
TOTAL ADVANCE 


Fra. 730.—Brush adjustment for self-induction. For convenience an electric current is re- 
garded as having weight and hence possessing the property of inertia. The current then 
during commutation cannot be instantly brought to rest and started in the reverse direc- 
tion but these changes must be brought about gradually by an opposing force. Hence by 
advancing the brushes beyond the neutral plane as illustrated, commutation takes place with 
the short circuited coil cutting the lines of force so as to induce a current in the opposite 
direction; this opposes the motion of the current in the short circuited coil, brings it to rest 
and starts it in the opposite direction, thus preventing sparks. Figs. 728 to 720 should be 
carefully compared and thoroughly understood. 


Ques. What should be noted with respect to the different 
planes? 


*NOTE.—The definition refers to a bi-polar machine. Of course the angie of advance 
depends upon the number of poles. È 
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Ans. The commutating plane should be carefully distin- 
guished from the normal neutral plane and from the neutral 
plane, as shown in fig. 730. 


Commutation.—In order to understand just what happens 
during commutation, a.section of a ring armature may be used 
for illustration, such as shown in fig. 731. Here the coils A, 





Fia. 731.—Commutation. This takes place during the brief int-cval in which any two segments 
of the commutator are bridged by the brush. The coil conn: cting with the two segments 
under the brush is thus short circuited. During commutation the current in the shert 
circuited coil i3 brougnt to rest and started again in tne revers: airection against the opposi- 
tion offered by its so called inertia, or effect produced by scl[-induction. 


B,C,D,E, are covnected to commutator segments 1,2,3,4, and 
the positive brush is shown in contact with two segments 
2 and 3, the brush being in the neutral position. Currents in 
the coils on each side of the neutral line flow to the brush 
through segments 2 and 3; the brush then is positive. 
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Now, as the armature turns, the commutator segments come 
successively into contact with the brush. In the figure, seg- 
ment 3, is just leaving the brush and 2, is beginning to pass 
under it, hence,.for an instant the coil C, is short circuited. 


Ques. In fig. 731, what are the current conditions? 


Ans. Previous to contact with segment 2, current flowed 
in coil C, in the same direction as in coil B. 


Ques. What occurs while the brush is in contact with 
segments 2 and 3? 


Ans. During this brief interval, the current in C, is stopped 
and started again in the opposite direction. 


Sumilarly each coil of the armature as it passes the brush will be short 
circuited and have i's current reversed. This is known as commutation. 


Ques. What is the effect of field distortion with respect 
to commutation? 


Ans. The neutral plane no longer coincides with the normal 
neutral plane but is advànced in the direction of rotation of 
the armature as shown in fig. 729. 


The reaction of the poles N' and S', of the armature field on the poles 
S and N of the main magnetic field tends to crowd the lines of force into 
the upper pole face of the south pole of tlie magnet, and into the lower 
pole face of the north pole. This effect is due to the strong magnetic 
attraction between the opposite poles S and N’, and N and S’, and the 
equally strong repulsion between like poles N and N' and S and S'. Hence, 
the plane of maximum induction no longer coincides with the normal 
- plane of. maximum induction, but is advanced in the direction of rota- . 
tion, depending upon the strength of the armature current, being shifted 
forward for an increase of current, and backward for a decrease of cur- 
rent. This distortion of the field and the consequent shifting of the plane 
of maximum induction naturally results in the shifting of the neutra! 
plane from the vertical position to the inclined position as shown. 
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Position of the Brushes; Sparking.—In accordance with the 
laws of electromagnetic induction, if the bipolar ring armature 
shown in fig. 728 be rotated in the direction indicated by the 
arrow the armature current entering at the brush E, will divide, 
one part passing through the coils on the right half of the 
ring, and the other part through the coils on the left half of 
the ring, to the brush F, from which the total current will 







COMMUTATING PLANE 


PERIOD OF 


COMMUTATION NEUTRAL PLANE 






1/2 PERIOD! 


COMMUTATION BEGINS 


Figs. 732 to 735.—Improper brush adjustment resulting in excessive sparking. When the 
brushes are not advanced far enough, commutation takes place before the short circuited 
coil reaches the neutral plane, hence, its motion is not changed with respect to the magnetic 
field so as to induce a reverse current till after commutation. There is then no opposing 


pass out, urged by the full value of the voltage induced in all 
the coils on both halves of the ring. 

Again, if the brushes be placed at the points G and H, each 
half of a current entering at G, will pass through one-half of 
the coils on the left side and one-half of the coils on,the right 
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side of the ring, so that each half of the current will be urged 
forward by a pressure equal to the pressure tending to force 
it back, and therefore, no current will pass in or out through 
the brushes. From these considerations it is obvious that the 
proper position for the brushes would be in the normal neutral 
plane, were it nol for the disturbing effects of armature reaction 
and self induction of the current. 


NEUTRAL PLANE NEUTRAL PLANE 
b" 


ig 


Ya PERIOD 





JUST AFTER 
COMMUTATION ЕМОЗ 


JUST BEFORE 
COMMUTATION ENDS 
Fics. 732 to 735—Continued. 


force, during commutation, to stop and reverse the current in the short circuited coil, and 
when the brush breaks contact with segment 1, as in fig. 735, the “momentum” of the cur- 


rent in coil F, causes it to jump the air gap from segment 1 to segment 2 and the brush, 
against the enormous resistance of the air, thus producing a spark whose intensity depends 
on the momentum of the current in coil F. Sparking, if allowed to comtinue, will injure 
the brushes and commutator segments. 


Ques. Should the brushes of a dynamo be placed in the 
neutral plane? 


Ans. No. 


Ques. Why not? 


« ` 
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Ans. The brushes must be advanced beyond the neutral 
plane to prevent sparking. 

Ques. What is the cause of sparking at the brushes? 

Ans. It is due to self-induction in the coil undergoing com- 
mutation. 


NEUTRAL PLANE NEUTRAL PLANE 










COMMUTATING 


COMMUTATION N PLANE 


BEGINS 
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\'ras. 736 to 740.—How sparkless commutation is obtained by advancing the brushes beyond 
the neutral plane; commutation progressively shown. 

Fra. 736.—Commutation begins; current flows up both sides of the armature, uniting at S, 
and flowing to the brush through commutator segment 1 as indicated by the arrow. 

Fig. 737.—Segment 2 has come into contact with the brush and coil F, in which commutator 
is taking place, is now short circuited. The current now divides at M, part passing to the 

. brush through segment 2, and part through coil F, and segment 1. Although coil Е, is 
short circuited and having passed the neutral plane, is cutting the lines of force so as to 
induce a current in the opposite direction, it still continues to flow with unchanged direction 
against these opposing conditions. This is due to self-induction in the coil which resists 
any change just as the momentum of a heavy moving body, such as a train of cars, offers 
resistance to the action of the brakes in retarding and stopping its motion. 


Ques. Explain the effect of self-induction in detail. 


Ans. When commutation takes place with the brushes in 
\be neutral plane as in fig. 731, there will be no voltage induced 





, 
1 


Commutation and the Commutatoř 521 


in the short circuited coil C. The current, therefore, which 
flowed in coil C, before it was short circuited will cease, and as 
segment 3 breaks contact with the brush, it will be thrown as 
a perfectly idle coil upon the right hand half of the ring in which 
a current is flowing toward the brush. Moreover, the current 
which was flowing through D and 3, directly to the brush, must 





Fic. 738.—Segment 2 has moved further under the brush. and the opposition offered to the 
forward (low of the current in the short circuited coil F, by the reverse induction in the 
magnetic field to the right ot the neutral plane has finally orought the current in F, to rest. 
The currents from each side of the armature now How direct to the brush through their 
respective end segments | and 2. 


Fic. 739.—Segment 1 is now almost out of contact with the brush. A current has now been 
started in the coil F, in the reverse direction due to induction in the magnetic fieid to the 
right. of the neutral plane; it flows to the brush through segment 2. The current has not 
yet reached its full strength in F, accordingly, part of the current coming up fram the righc 
divides at S, and flows to the brush through segment 1. 


Fic. 740.—Completion of commutation in segments 1 and 2; the brush is now in full contact 
with segment 2, the current in coil F, has now reached its full valu, hence the current flow- 
ing up from the right no longer divides at S, but flows through F, and’ segment 2, to the 
brush. If the current in F, had not reached its full value, at the instant segment 1, left 
contact with the brush, it could not immediately be made to flow at full speed any more than 
could a locomotive have its speed instantly changed. This, as previously explained, is due 
to self-induction in the coil or the so called "inertia" of the current which Opposes any 
sudden change in its rate of flow or direction. Accordingly that portion of the current which 
was flowing up from the right and passing off at S, to the brush through segment 1 as in 
fig. 739, would, when this path is suddenly cut off as in fig. 740, encounter enormous Opposi- 

, tion in coil F. Hence, it would momentarily continue to flow through segment !, and jump 
the air gap between this segment and the brush, resulting in a more or less intense spark 
depending on the current conditions in coil F. 
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suddenly traverse the longer path through the idle coil C. Now 
on account of self-induction, the current acts in precisely the same 
manner as though it had weight; that is, it cannot be instanily 
stopped or started. Therefore, when segment 3, leaves the 
brush, the cur- 
rent will not in- 
stantly change 
its path and flow 
through C, but 
will be urged by 
its "momentum," 
and jump the air 
gap between the 
brush and seg- 
ment 3, thus pro- 
ducing a spark. 





Fres. 741 and 742.—Methods of measuring brush pressure (General Electric). Fig. 741. spring 
balance method; fig. 742, weight method. In either method a wooden block of the same size 
aa the brush ıs used. This should be grooved lengthwise to hold the cord. If the wooden block 
ре omitted, care must be taken to place the cord around the finger at the center of the car- 
bonway, otherwise an incorrect reading will be taken. There are few motors which allow sut- 
ficient space within the motor to measure pressure on both brush holders with the spring 
balance. However, it is always desirable and generally necessary to remove the brush holder 
from the motor in taking measurements of brush pressure In the weight method, a weight 
equal to the proper pressure is applied as shown in figure 742. If the weight do not just bal- 
ance the pressure of the finger, the ratchet adjustment on the brush holder should be changed- 
This operation should be repeated until proper adjustment be made. 


Ques. How may this sparking be prevented? 


Ans. If the brushes be given additional lead, that is, shifted 
further to the right to some position as NN, fig. 731, coil C, 





7 ` 


Commutation and the Commutator 523 
OO Ó ' Bü à 


will not remain idle during the interval it is short circuited, 
but will cut the magnetic lines in such a way as to induce a current 
tn the reverse direction through it. 


Under these conditions, when segment 3, breaks contact with the brush, 
the current flowing through D, does not encounter an idle coil, but one 
in which a current is flowing in the same direction, hence, the tendency 
to jump the air gap and produce a spark is reduced; with proper adjust 
ment of the brushes, there will be no sparking. 


Ques. What is the objection to very thin brushes? 


Ans. Time must be allowed for reversal of the current, 
hence the brushes must not be so thin as merely to bridge the 
insulation between segments. 


Ques. What is the effect of lead? 


Ans. There is usually much sparking when the lead is too 
small; a little sparking when too great, and no sparking when ` 
just right. 


If the lead be excessive, there is a waste of energy due to the generation 
of a larger reverse current in the short circuited coil than is necessary. 


Fixed Position of Brushes.—The condition for sparkless 
commutation is that the current in the short circuited coil be 
reduced to zero, and increased in the opposite airection up to ' 
the same value as that in the next coil leading. 

If the brushes are to remain in a fixed position, this con- 
dition will only be realized at the particular load for which the 
brushes are set. Thus, if the brushes be set for the average 
load, the reversing field will not be correct for either a weaker 
or stronger load. Hence, sparkless commutation with fixed 
brushes must be due to some other factor. 
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Ques. What may be said with respect to carbon brushes? 


Ans. Since carbon possesses a high resistance, the drop 
will vary greatly with the contact area, thus affecting a differ- 
ence of pressure in the two segments passing under the brush 
and it is largely to this that sparkless commutation is due. 


Ques. What is the effect of resistance on commutation? 


Ans. In fig. 731 during commutation, that is, while the 
brush contacts with any two segments, as 2 and 3, the currents 
coming up through the winding on either side of the neutral 
plane are offered two paths to the brush: 1, direct to brush 
through the connecting segment, or 2, across the short сіг-! 
cuited coil and adjacent segment. Thus, on the right side. 
to brush through segment 3, or across coil C, and adjacent seg- 
ment 2. The current will take the path of least resistance. 


At the beginning of commutation, almost the entire brush area being 
in contact with segment 3, the contact resistance of this segment will be 
much less than for segment 2; hence, not only will the current at the 
right flow through 3, Dut also the current at the left after first traversing 
the short circuited ccil. As commutation progresses, the area of contact 
of 3, decreases while that of 2, increases, and the respective resistances 
vary in inverse proportion. 


Likewise the tendency of the current in the left half of the winding to 
take the longer path through coil C, and segment 3, to the brush gradually 
decreases, becoming zero when the two contact areas become equal. 


During the second half of the period of commutation, the contact area 
of segment 2, becomes greater and of 3, less; thus the resistance of 2, is 
lowered, and that of 3,.increased. Accordingly, all of the current at the 
left will low through segment 2, and the current at the right will flow 
through C and 2, rather than through 3. In this way the current is re- 
versed in C, and, if the brush be broad enough to allow a sufficient time 
interval, the current in C, is built up to its full value before segment 3, 
leaves the brush, thus securing sparkless commutation. 


~ This contact resistance factor in sparkless commutation is illustrated 
in figs. 743 to 747, it being assumed that during commutation, the brush 
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contact resistance is inversely proportional to the area of contact, and 
that the winding is free of resistance and inductance. The current is 
taken as 40 amperes, in which case 20 amperes will flow from each side of 
the winding to the brush. 

In fig. 743 the instant before commutation begins all the current will 
flow through segment A. At the end of the first quarter of the period 
of commutation, fig. 744, 30 amperes will flow from the right to brush 
through A, and from the left, 10 amperes through the short circuited 
coil via A and 10 amperes through B. 

At the end of the second quarter or half period, fig. 745, the current 
through each half of the winding will flow to the brush through these re- 
spective segments. 


RISER CONNECTION 
| M | 












N 
VIN al МЎ 
ОДАЈУ A 






UR ______ — 




























T 
ï kE З 
ES 


INSULATION 





SECTION ON LINE MS Е SECTION ON LINE Nw'S' 


Fids. 753 and 754.—Side and end sectional views of commutator showing construction. The 
parts are: C, segments; D, tubular iron hub; E, end nuts; F, clamps; G, insulation; L, riser 
connection. 


At the end of the third quarter, fig. 746, the current from the right will 
divide, 10 amperes going through A, and 30 amperes traversing the short 
circuited coil and out through B. The entire current from the left will 
flow through segment B. E 

At the end of the fourth quarter, fig. 747, or completion of the period the 
current from each half of the winding will flow to the brush through B. 


Ques. What is the effect of increasing the degree of con- 
tact of the brushes? 
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Ans. It lengthens the period of commutation, and permits 
it to start in one coil before the preceding coil has entirely 
passed through this stage. 


The effect of changing the degree of contact is shown in figs. 748 to 752, 
in which the width of the brush is made equal to that of two segments. 





Fra. 755.—Front view of Western Electric Commutator for bar wound armature. This com- 
mutator is made of hard drawn copper and insulated throughout, ventilating spaces being 
Provided near the shaft. 


Construction of Commutators.—The commutator for a 
closed coil armature consists of a number of segments or L 
shaped bars C, of drop forged hard drawn copper assembled 
around a tubular iron hub as shown in figs. 753 and 754. The 
bars are held in position by the nuts E, and washers F, screwed 
on the ends of the tube D. 
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The bars are insulated from each other and from the washers by mica 
as shown by the heavy lines G, and they are also insulated from the tube 
either by a tube of mica H, or by a sufhcient air space. The ends of the 
sections of winding are connected to the vertical portions of the bars K, 
by insertion in the slots L, where they are securely held in place by means 
of the binding screws, which for greater security are soldered together, and 
may be released from the slots, whenever necessary, by the appli-ation 
of a hot soldering iron. 





fig. 756.—A large current tow voltage bipolar dynamo built for electrolytic work and here 


shown to illustrate the large size commutator and brushes necessary to collect the large 
current. Carbon brushes would not be suitable for this class of machine because even with 
copper brushes, whose conductivity is much higher than carbon, the commutator must be 
of considerable size to give the required brush contact area. The contrast between the 
exial lengths of the armature and the commutator is very marked. The rocker construction 
is of the ordinary .ype, and heavy flexible cables conduct the current from the brush holders 
to the fixed terminals. The machine here illustrated gives 310 amperes at 7 volts when run- 
ning at a speed of 1,400 R. P. M., corresponding to an output of 2.17 kilowatts. 
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It is very important that all the parts of the commutator should be 
fitted together perfectly and screwed up tightly, in order to prevent loose- 


ness. • 


Commutator segments are often made with the washers E, projecting 
beyond the ends, but such construction reduces the effective length of the 
commutator, therefore the under cut form of bar is preferable. 


In the construction of commutators, the conditions of opera- 


tion require that there be: 


1. Adequate insulation, 


It is necessary to'have good' insulation between each segment, and a spe- 
cially good insulation between the segments and the hub or sleeve on which 
they are mounted; also between the segments and end clamps. The in- 
sulating material must not absorb moisture, hence asbestos, plaster, or 
vulcanized fibre are not used. The end insulating rings are usually built 
up of mica and shellac, moulded while hot under pressure to the correct 
shape. . 


2. Rigidity against centrifugal force; 


Since the segments are subject to centrifugal force, they must be se- 
curely clamped in place. Screws cannot be used, for that would destroy 
the insulation. They are therefore held in place by insulated clamps as 
shown in fig. 753. These clamps should be strong and capable of holding 
the segments firmly in position, for if a segment should rise out of its 
place through centrifugal force, it would disturb the action of the brush 
and cause sparking. 


3. Provision for wear; 


The segments should be of considerable radial depth, so that the com- 
mutator may be turned down from time to time to preserve its circular 
forni. 


^ Points Relating to Commutators.—1. The number of com- 


mutator segments depends on the scheme of winding and on the 
number of sections in the armature winding.” 
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2. Increasing the number of bars diminishes the tendency 
to spark, and lessens the fluctuations of the current. 
Ф 


There are two practical reasons for not using a very great number cf 

segments: it increases the cost, and in small machines the segments would 

: be too thin for 

proper commu- 
tation. 


Types of 
Commutator. —- 
Commutators 
are made in 
various forms, 
but they may 
be grouped into 
two general 
types: - 

1. Commu- 
tators for closed 
coil armatures; 
Fic. 757.—General Elec- 

tricring nut type com- 
mutator, with cap in 
front andshell in back, 
the two members being held together by a ring nut threading on the shell which extends 
through to the front end of the commutator. The commutator ring nut is locked in place by a 
set screw. Replacement of segments. Remove the thrust collar, band some wire around 
ІС the segments to be replaced. Take out the sct screw and unscrew the commutator nut. Remove 
the cap and mica cone. Next replace the copper segments; reassemble the mica cone and 


cap, and thread in the nut as far as possible while the commutator is cold. Heat the com- 
mutator and tighten the ring nut. Turn the face and regroove if necessaty. 





These consist of a large number of segments or bars, insulated from 
i = each other and varying in number according to the scheme of armature 
winding, and the number of sections into which that winding is grouped. 
2. Commutators for open coil armatures, 
This form of commutator was used on some early machines designed espe- 
cially for arc lighting, such as the Brush and Thompson-Houston machines. 
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They consisted of a comparatively small number of segments each of which 
covered a wide angle; they were separated from each other by air gaps. 


3. The ‘segments should be of considerable depth to permit 
returning occasionally so that their circular form may be pre- 
served; 


4. The insulating material must be such that it will not 
absorb oil or moisture; 


Mica is best adapted for insulation, but as there are a great many 
varieties, differing greatly in hardness and other equalities, it is important 
to select the kind that wears at the same rate as the segments. If the 
mica be too hard, the wearing of the segments will leave it projecting 
and prevent proper contact with the brushes; again, if the mica be too 
soft, it will result in furrows or depressions between the segments into 
which copper dust will collect, causing short circuits. 


TEST QUESTIONS 


1. What is commutation? 
2. Upon what does the theory of commutation depend? 


What is the difference between; a, normal neu- 
tral plane; b, neutral plane; €, commutating : 
plane? 


What is the plane of maximum induction? 
Describe at length the process of commutation. 
What causes sparking? 

Explain thz effect of self induction in detail. 

Why are very thin brushes not used? 

Why should a proper lead be given to brushes? ! 
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How does resistance affect commutation? 
Describe in detail the construction of commutators. 
What are the requirements for commutators. 

Give some points relating to commutators. 


What may be said with respect to fixed position 
of trushes? 
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CHAPTER 24 


Brushes and the Brush Gear 


With respect to construction, brushes may be broadly classi- . 
fied as: 


1. Metal, and 
2. Carbon. 


There are several varieties of metal brush, such.as: 


1. Gauze brushes; 
2. Wire brushes; 
3. Laminated or strip brushes. 


Gauze Brushes.—These are very flexible and yielding, their 
use being attended with little wear of the commutator. 


Ques. What is the construction of a gauze brush? 


Ans. A gauze brush is made up of a sheet of copper gauze, 
folded several times, with the wires running in an oblique 
direction, so as to form a solid flat strip of from 14 to V4 inch 
in thickness, increasing with the volume of the current to be 
collected. 


Ques. What is the object of folding the gauze with the р 
wires running in oblique directions? 
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Ans. It is to prevent the ends of the brush fraying or 
threading out, which would be the case if the gauze were folded 
up in any other manner. 


Ques. What are the features of gauze brushes? 


Ans. They make good contact, but are quite expensive. 
STRIP 






STRIP AND WIRE 
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Fias. 758 to 761.—Various forms of brush. Fig. 758 gauze brush; fig. 759 laminated or strip 
brush; fig. 760 strip and wire brush as used on the early Edison machines; fig. 761 carbon 
brush.. Carbon is preferred to copper for brushes on account of the reduction of sparking 
secured by its use.and is -now. the prevailing type. 


They may be set either: tangentially or radially, the latter 
preferably, since the point of contact remains the same as the 
brushes wear away. 


Wire Brushes.—This class of brush, which was extensive'y 
used before the invention of the gauze brush, is made up of a 
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bundle of brass or copper wires, laid side by side and soldered 
together at one end. 


Since wire brushes are harder than the gauze brush, they are more liable 
to cut or score the commutator, and are also more troublesome to trim. 










| ADIUSTING 
SCREW 


COMMUTATOR 


Fic. 762.—Multi-spring arm brush holder. The carbon brush B, is firmly clamped in the 
. "box" C, by two screws which bear on a sheet of brass to protect the carbon from being 
broken by the ends of the screws. The box C, is carri:d by four flexible springs SS, one 
at each corner and fo:med of hard copper leaves. These are fixed at one end to the box and 
at the other to the solid base which is in one piece with th» spoke attached to the rocker 
ring. An adjusting screw passes through appropriate lugs on the box C, and loosely through 
the head A, of a fixed arm а. Between the lower surface of a, and the upper lug on the box 
C, is placed the pressure spring. 


Laminated or Strip Brushes.— These probably represent the 
simplest form of brush, but are not extensively used owing to 
the lack of flexibility. They consist of a number of strips of 
copper or brass, laid one upon the other and soldered at one end, 
as in fig. 759. 
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Ques. What name is generally given to strip brushes? 


Ans. They are commonly and erroneously called tangential 
brushes, but they are really beveled at the end and set inclined 
to the line of tangency so that the ends of all the sheets will 
make contact. 





Fig. 763.—Perspective views of multi-spring arm brush holder. This holder is of the parallel 
type in which the brushes may be adjusted without affecting the lead. Each brush is held 
rigidly in its box and there are no sliding contacts in the path of the current. The holder 
is further described under fig. 762. 


Carbon Brushes.— When metallic brushes are used upon the 
commutators of high tension machines, they frequently give 
rise to excessive sparking and also heating of the armature, 
the metallic dust given off appearing to lodge between the 
segments of the commutator, thus partially short. circuiting the 
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armature. To obviate this, carbon brushes are now used, this 
material being found very effectual in the prevention of 
sparking. 

Ques. What is the usual form of carbon brushes? 


Ans. They are usually in the form of oblong blocks. 





Fic. 764.—General Electric box type brush holder. The box which holds the brush is broached 
to allow the brush to slide freely, but not loosely, to and from the commutator against 
which it is normally held by a lever acting directly upon the brush head. This avoids the 
possibility of uneven bearing on the commutator, as the brushes are allowed very slight 
Jateral or angular motion. The adjustment of a brush is also simplified aiter it has been 
removed and then replaced. Tension on the brush head is obtained by a special spring 
which maintains any given tension for which it may be set. An auxiliary flat steel spring 
on the lower side of the lever acts as a shock absorber between the lever and the brush 
head, absorbing all minor vibrations caused by a worn commutator. Side contact between 
brush and brush holder is not relied upon to carry the current, flexible copper pig tails per- 
forming this function to the exclusion of sliding contacts or tension springs, in order to reduce 
the brush loss. It is not necessary to take the brush rigging apart or loosen cable connec- 
tions when it is desired either to remove or reverse the brushes to change the direction of 
armature rotation. 


Ques. How are they adjusted on the commutator? 


Ans. ‘hey are set "butt" end on the commutator, and fed 
forward as they wear away by means of a spring holder. 


Ques. Why are carbon brushes so extensively used? 
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| :Ans. Because they are the only form of brush that will give 
| good commutation with fixed lead. ` 


Ques. What may be said of the different grades of carbon 
in use for brushes? 


Ans. The very soft carbon leaves a layer of graphitic matter 

on the commutator, and at high voltages, this may cause spark- 

ing; such grade cf carbon should only be used on low voltage 
machines. 





Ета. 765.— Westinghouse brush holder. It is made of brass, cast. in one piece, ani of standard 
sliding typ? with a sauat of braided copper wire directly coaaected to a clamo oa each 
; brush and to te soli 1 portion of the holjez, wherzitish 11 b; aszeew. Tais sauat relieves 
t the spring of heavry carcents. Tae holder is so arzany:d as t» bs exiily accessible tor adjust- 
ment, cleaniag aad renewal of carboas. Proper te.sioi i3 p-ovii:d by spiral strap springs 
so mounted as t5 eliminate friction a11 give uiifo-n p:231172 07or a wile working range. 
The spring tension is readily adjusted by a simple ratcaet arrangement. 


Ques. How are the ends cf carbon brushes treated, and 
why? 


i Ans. They are usually covered at their upper part with a 
coating of electro-deposited copper to insure good contact with 
the holder. 


Comparison’ of Copper and Carbon Brushes.—Copper 
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brushes fend to tear and roughen the surface of the commutator, | 
while carbon brushes tend to keep the surface smooth. 


With carbon brushes, the armature may be run in either direction. The 
resistance of carbon being greater than copper, there is less short circuiting 
caused by carbon particles than by those of copper. 


Ques. What is the chief merit of carbon brushes? 





Fic. 766—Carbon brush and connecting lead or ‘‘pig tail.’” 
Ans. They give less sparking than other types. 
Ques. How has the construction of carbon brushes been 


varied? 


Ans. Since, for minimum sparking, it is only necessary that 
the brush have high resistance in the region near its edge, 
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attempts have been made to increase the conductivity of the 
other portions by combining with the carbon, copper sheets or 
wires. 


Ques. What are the objections to carbon brushes? 


Ans. They are easily broken and not being flexible, vibra- 
tion, or any roughness of the commutator will cause bad con- 
tact. 


Ques. For what class of machine are carbon brushes es- 
pecially adapted? 


Ans. For machines furnishing a small current at high press- 
ure. 


When carbon brushes are used, it is desirable that the current be small, 
because, on account of the low conductivity cf the carbon, more contact 
area is necessary than with copper for equal current transmission. For 
fixed lead and fluctuating currents, carbon brushes should be used. 


Ques. For what class of machine are copper brushes es- 
pecially adapted? 


Ans. For machines furnishing large current at low pressure, 
as in fig. 756. 


Size of Brushes.—The number of brush sets depends upon 
the number of poles of the machine, but there may be several 
brushes in each set. 


It is usual, except in the smallest machines, to place at least two 
brushes exactly similar side by side instead of one broad brush, thus 
allowing one brush to be removed for trimming or renewal while the 
machine is running. 


Moreover, better contact is secured by this sub-division, because a 
slight elevation in the commutator surface at one point may slightly raise 













S Identification MarkMoulilad 
onBrushHolder Yoke 


Chisel Mark onHousin 
Filled with White Pain’ 


Fic. .767.—Method of indicating full load neutral on Genera! Electric types BD and CD 
dynamos and motors (frames 23 to 95 inclusive). Brush setting, correct operating position 
is indicated by the projection on the brush holder yoke which should line up with a chisel 
mark on the bearing housing. Compound wound dynamo will have the brushes slightly in 
advance of the true neutral point. This brush setting will represent on all motors and shunt 

» dynamos the full load neutral. On compound dynamos the difference between the marks 
will represent a slight forward lead of the brushes beyond the neutral point. On compound 
dynamos this is done to provide the proper brush location for satisfactory compounding or 
parallel operation. 


NOTE.—When for any reason it becomes necessary to remove the brush holders from 
the studs, in reassembling, the bodies should be carefully set so that they are $á in. distance 
trom the surface of the commutator. Increasing this distance will cause commutation trouble. 


NOTE.—As the commutator is turned or worn down, the brush holder bodies 
should be loosened on the studs and turned toward the commutator surface until the distance 
between the bodies and the surface of the commutator is again %@ in. In all cases the toes of the 
brushes must be in alignment across the commutator surface, also brushes should be staggered 
so that commutator will wear evenly. When making these adjustments on the brush holders, 
it is necessary that the clamping bolts be tightened sufficiently to prevent the brush holder turn- 
ing on the stud. 


NOTE.—When replacing the copper segments in bolted type commutators, operations 
should proceed as follows: Remove thrust collar from shaft and draw a few turns of wire 
tightly around the commutator to prevent the segments separating during the removal of 
the shell which frequently entails more or less pounding and jarring. Remove the leads directly 
connected to the segments to be replaced; remove all of the bolts and pull out the shell; next 
remove the mica cone; then take off the wire band, drive forward and take aut one of the seg- 
ments to be replaced; a new segment should be made using the old one as a template. This 
should be cut from solid copper since commutator segments are not interchangeable and must 
be of the same bar gauge or taper as the old segment. Place the two segments together with 
the bottom edges or thin side even, then lay out and form the new segment from the old one, 
taking care that the 30° and 3° angles are exact. Insert mew side mica and place the new 
segment in the commutator. If necessary to replace several segments, proceed, one segment 
at a time, as described above. The mica cone, if not damaged while being removed, should be 
put back. If it be damaged, insert a new cone. Then press the shell back on the shaft until 
it is approximately one in. from its original position. Insert the bolts and take them up all 
around a little at a time to insure that the cap at the back of the commutator is drawn up evenly 
as the shell is being pressed home. The commutator should next be heated with a gas ring to 
approximately 115? Cen. and the bolts tightened while it. is stil! hot. 
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one brush of a set at each revolution without much harm, while with one 
broad brush, the entire brush would be lifted, causing bad sparking. 


Ques. What determines the number cf brushes in each 
set? 


Ans. It depends upon the current capacity, size of machine, 
and judgment of the designer. 


ANGLE OF CONTACT 






ED 
REVERSELY 
INCLINED 


Fic. 768.—Contact angle for the different types of brush. At A, is shown a brush with tan- 
gential contact, and at B, a so called tangent brush; the latter is properly called an inclined 
brush. Sheet copper brushes a-e set tangentially as at A, aad gauz2 brushes inclined as at B. 
Carbon brushes are placed radially as at C, when mounted ia boc holders, and inclined op- 
posite to the direction of rotation when used with reaction holders. 


Ques. What may be said with respect t» the dimensions 
of the brushes? 


Ans. No general rule can be given for breadth and thick- 
ness of brush. 
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The contact face must clearly be wider than the thickness of the insula- 
tion between commutator segments, since the period of commutation must 
last an appreciable interval of time on account of self-induction. 


Ques. What should be the minimum width of the brush 
contact face? | 


Ans. It may be taken as one and one-half times the thick- 
ness of the commutator segments. 


Ques. How wide should a carbon brush contact be? 


Ans. The brush should be thick enough to cover two and 
one-half commutator segments. 


The thickness should in no case be excessive on account of the loss due 
to heating, which results from the difference of pressure at the forward 
and rear edge of the brush. 


Contact Angle of Brush.—This may be defined-as the angle 
which the brushes make with the commutating plane as shown in 
fig. 768. 


The several kinds of brush, together with the varied conditions of opera- 
tion require different contact angles ranging from zero to 90°. Thus in 
the figure, a copper strip brush may lie at 90° or tangentially as at A. 


Wire or gauze brushes should make a more or less acute angle as at B, 
in order to present the end and not the side of the brush to the commutator. 


Carbon brushes may be placed end on or radially as at C, which is the 
position almost universally used in the case of traction or other reversing 
motors. 


Sometimes the carbon brush is inclined as at D, in order that the re- 
volving commutator may tend to push the brush against its supports and 
thus ensure better contact. 
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Brush Contact.—The relation between coniact pressure, con- 
tact resistance, and friction of brushes varies greatly for different 
kinds of brush. 

Copper brushes will carry from 150 to 200 amperes per 
sq. in. of contact surface; and carbon brushes from 40 to 70 
amperes per sq. in. The usual contact pressure is 1.25 to 1.5 
Ibs. per sq. in. for copper brushes, and 1.5 to 2 Ibs. per sq. in. 
for carbon brushes. The rim velocities of commutators vary 







пре 


| ADJUSTMENTS. 


Fia. 769.—Bissell double brush holder. Flexible cables carry the current between the brushes 
and holders. This holder works equally well for forward or reverse rotation. Two or more 
holders are used on each stud except for the two smallest frames. The construction per- 
mits of adjustment or renewal of brush while the machine is in operation. Sufficient con- 
tact area of brush is provided to permit running on one carbon at ardinary loads in case 
the other becomes worn or inoperative. 


from 1,500 to 2,500 feet per minute, the velocity usually in- 
creasing with the size of the machine. 


Ques. What is the drop in voltage at the brushes? 


Ans. For carbon brushes it is about .8 to 1 volt at each 
contact, or 1.6 to 2 volts for the two, positive and negative, 
contacts of a machine. 


This value is not materially affected by placing a number of brushes 

in parallel or by using several sets, as in the case of multipolar machines, 

_ as such arrangement merely reduces the current density, and since the 

contact resistance varies in the inverse ratio, their product remains nearly 
constant. 
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Ques. What may be said of the friction of the brushes? 

Ans. The coefficient of friction of brushes is about .2 to .25 
for copper and .3 for carbon. 

Ques. How many watts are lost at the brushes? 


Ans. The watt loss is equal to 1.6 to 2 volts for carbon 
multiplied by the total current carried. 





Fic. 770.— Western Electric brush gear. The brush holders carry carbon brushes and are so 
designed that the brushes may be firmly clamped in position and also be capable of inde- 
pendent adjustment. Any brush can be removed while the machine is in operation with- 
out disturbing the others and without moving the holder on the stud. 


The watt loss on account of friction may be calculated by the formula: 

.3x746 ч : 

— (P XS) =watts lost by carbon friction, in which P, is the total 
pressure in pounds on the commutator, and S, the rim velocity of the 
commutator in feet per minute. 
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The losses due to contact resistance and brush friction are very liable 
to be greatly increased above the values that may be obtained by the 
preceding methods, if the commutator and brushes be dirty and rough, 
or not in good condition. 


Brush Holders.—These are devices employed to hold the 
brushes against the commutator with the proper pressure. 

They differ considerably in various types of machine, hence, 
no general rules can be given with respect to their construction 
or use, but any brush holder must fulfill the following re- 
quirements: 


1. It must hold the brush securely and at the same time feed 
it forward as it wears away so as to maintain a proper 
contact; 

2. It must hold the brush at the proper contact angle. 


3. It must be capable of being raised from the commutator, 
and held out of contact by some form of catch; 


4. It must be so constructed that the brush can be easily 
removed for cleaning or renewal; 


5. The spring pressure must be adjustable; 


6. The brush holders themselves must be carried on a rocker 
arm, or rocker ring. 


^ It is desirable that brush holders be capable of individual 
` adjustment, so that each may be set at its own point of mini- 
mum sparking. A few forms of brush holder are illustrated in 
figs. 771 to 774. 
The various kinds of brush holder may be divided into four 
types: 
1. Arm or lever type; 
| 2. Spring arm type; 8 


M uv Wu ps Cs mmt e" ео А 


Brushes and the Brush Gear 547 


== 


3. Box type; 
4. Reaction type. 
In the arm or lever type the brush is firmly attached to the extremity 


of a rigid arm capable of movement about the brush spindle, except in 
so far as it is restrained by a spring as in fig. 771. 


Fig. 772 shows a brush holder of the spring arm type. The brush is 
firmly attached to the extremity of a spring arm, the other end of which 
is secured to the brush spindle, and when once adjusted is not capable of 
movement about the brush spindle. 





Fires. 771 to 774.—Various types of brush holder. Fig. 771, arm or lever type; fig. 772, spring 
arm type; fig. 773, box type; fig. 774, reaction type. 


In the box type of brush holder as illustrated in fig. 773, the brush is 
free to move up and down in the brush box, so far as it is not restrained 
by a spring rigidly secured to the arm which carries the brush box at its 
extremity. : 


Fig. 774 shows the reaction type of brush holder, in which the move- 
ment of the brush is constrained in one direction by the surface of a part 
rigidly secured to the brush spindle, and is further constrained by a spring 
controlled arm, the pressure of which is capable of ready adjustment. 
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Among the special forms of brush holder may be mentioned: 
l. Scissors type of brush holder; 

Thisis used for slip rings, and consisting of two arms pivoted together like 
a pair ofscissors. The lower ends of the arms carry the brushes, suitably 


mounted, and the upper ends are drawn together by a spring, which thus 
exerts pressure on the brushes. 


2. Clock spring type of brush holder; 


— 





Fig. 775.—General Electric brush holder. This holder consists of a rugged iron casting, ellip- 
tical in section, and supported from the commutator end bearing bracket in such a manner 
as to provide for the shifting of the brushes. A handle attached to the yoke aids in this’ 
shifting and a thumb nut on the outside holds the whole brush gear in the desired position. 
The brush is fed through an accurately broached slot by a spring which maintains uniform 
pressure against the commutator throughout the wearing length of the brush. The long 
lever arm of the spring is sufficiently flexible to take up any minor vibrations of the brush. 
The tension of the brush may be adjusted without lifting it from the commutator or dis- 
turbing any of the other holders. The brush may be removed for inspection by throwing 
the spring out of notch. The brush is connected to the holder by flexible copper pig tails 
of ample current carrying capacity. 


In this type the necessary contact pressure is applied to the brush by 
means of a clock spring, which, with the aid of a ratchet may be wound 
up and adjusted to any desired pressure. 
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Ques. How are brush holders carried? 


Ans. They are carried by a rocker arm for bipolar, and by a 
rocker ring for multipolar machines, which is mounted upon 
one of the main bearings, or upon a support specially provided 
for it, being pivoted to revolve from the same center as the 
shaft, to permit shifting the brushes. 


Ques. Mention one trouble sometimes encountered with 
brush holders. 


Ans. There is sometimes trouble resulting from the current 
passing through the spring which heats it and destroys its: 
elasticity. 





Fiu. 776.—Paurallel spring brush holder. This is an unsatisfactory type of holder, the box 
holder being much more desirable. 


Ques. How may this be avoided? 


Ans. By insulating one end of the spring, and carrying the 
entire current directly from the brush itself to the main con- 
ductors by a flexible copper strip or cable firmly connected to 
both. 


Ques. What may be said with respect to brush construc- 
tieu on machines for electrolytic work? 
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Ans. The collection of large currents at low voltage, gen- 
erated by comparatively small machines, requires careful de- 
sign of brushes and brush holders. The commutator is longer 
than the commutators on machines of equal capacity at higher 
voltages, and as a rule the commutator segments are thicker ' 
and fewer in number. Each brush set is mad? up of numerous 
narrow brushes rather than two abnormally wide ones. 


An example of brush and brush gear designed to meet such conditions 
is shown in fig. 756. 





Fic. 777.—General Electric assembled frame multipolar brush gear engine type dynamo. 


In large machines for electrolytic work, it is not unusual to find the 
current divided between two wide commutators, one at each end of the 
armature, thus giving a longer axial bearing surface for the brushes with- 
out inconveniently lengthening the pins upon which the separate brushes 
are threaded. 


Multipolar Brush Gear.—The brush gear which includes the 
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holders and carrier arm or ring, becomes more complicated as 
the number of poles and magnitude of the current is increased. 


In the early days of multipolar machines, schemes of armature winding 
were devised such that all the necessary cross connections were made 
inside the machine, and the number of brush holders reduced to two and 
placed at an angular distance apart depending upon the number of poles. 


Such windings, though possible, are not used much, chiefly on account 
of their complexity, which not only increases the danger of error in con. 
struction, but also makes repairs costly. In modern multipolar machines, 





Fig. 778.—Curve oí commutation, ideal case. Assume during commutation that there is a con- 
tact resistance inversely proportional to the area of contact between the brush and com- 
mutator. In the-diagram let absciss# measure time ani the ordinates, current in the coil 
that is to be commutated. Taking zero as the instant when commutation begins and T, the 
time when it ends, an:l the imtiaf value of the current in the coil as C, then the problem is 
how to convert the value +C, into the value —C, during the time T. The ideal « ase should be 
that this reversal should take place by a uniform change; or graphically, that the current 
curve should slope uniformly from beginning to end, the current having its value reduced 
to zero at a time 4 T, this was seldom the case. 


such complicated windings are avoided, and the several sets of brushes 
are connected together in two groups, positive and negative. These con- 
nections are carefully designed as part of the brush gear. 


Ques. How are the brushes held in large multipolar dy 
namos? 


Ans. They are held at the proper points of. commutation 
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by arms offset from a cast iron rocker ring, which is itself sur- 


ported by brackets projecting from the magnet yoke as shown 
in fig. 777. 





Fro. 779.—Curve of commutation as observed by Everett and Peake. They found in a particu- 
lar machine that the curve had the forms here shown. The curve marked A, shows an initial 
increase (as may happen at light loads) with an oval reversa! at the end. Curve B, shows an 
under commutation with an insufficient lead. Curve C, with an increased load, shows a rapid 
reversal at first, but an under-commutation towards the end of the period. Curve D, shows 
a gradual fall, which slackens toward the end of commutation. If there were no self induction 
to delay the change of current, a straight line might be obtained. 


Ques. What provision is made for shifting the ring to 
adjust the lead? 


Ans. The ring is rotated by means of a worm gear and hand 
wheel. 
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TEST QUESTIONS 


. Name two general types of brushes. 

. Describe a gauze brush. 

. What are the features of carbon brushes? 

. How are carbon brushes adjusted on the com- 


mutator? 


. Why are carbon brushes so extensively used? 
. What is the comparison between copper and carbon 


brushes? 


. What is the chief merit and objections to carbon 


brushes? 


. For what type of machine are: a, carbon; b, copper 


brushes adapted? 


. How is the size and number of brushes determined? 


What may be said with respect to the dimensions 
of the brushes? 


What should be the minimum width? 

Find the contact angle of brush. 

What are the proper conditions of brush contact? 
Does the voltage drop at the brushes? 


. How many watts are lost at the brushes? 


Describe and name some requirements of brush 


holders. 
Name the various types of brush holders. 
What are some special forms? 
How is the arm lever type attached? 
Describe the spring arm type. 
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21. 
22: 


23. 


24. 
25. 


How does the brush move in the box type? 
What trouble is sometimes encountered with brush 


holders, and how avoided? 


How are brushes arranged to collect large currents 
at low voltage as on electroplating dynamos? 


Describe the multipolar brush gear. 
What provision is made for shifting the ring to 
adjust the lead? | 
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CHAPTER 25 


Armature Construction 


The armature of a dynamo has been defined as: a collection 
of coils of wire wound around an iron core, and so arranged that 
electric currents are induced in the wire when the armature is 
rolated in a-magnetic field. 


From the mechanical point of view the armature may be 
said to be made up of the following parts: 


lShaft; = ` 
. Core; 
. Spider 
(in lazge machines); 
. Winding; 
. Commutator 
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Of the two types of armature, ring and drum, the latter is 
almost universally used, hence the examples of construction 
which follow will be confined chiefly to this type. 


Shaft.—A typical armature shaft is shown in fig. 780. It is 


made of steel and, except in the smaller machines, is thicker 
in the middle than at the ends for stiffness to withstand the 
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strong magnetic side pull on the core when the latter is slightly 
nearer one pole piece than the other. 


Ques. What is the object of providing shoulders on the 
shaft as in fig. 780? 

Ans. They serve to keep the armature in the proper position 
with respect to the bearings. 

Ques. How is the shaft proportioned? 


Ans. Ifit be proportioned to secure the proper stiffness, it 
will be found of ample size to resist the twisting strain. 


PULLEY BEARING ARMATURE COMMUTATOR BEARING 











KEY WAN KEYWAY KEYWAY 


Fig. 780.—Typical shaft for an armature. The illustration shows the keyways for pulley, 
armature and commutator. In the smaller sizes, there is usually a flange at A, and threads 
at B and C, for retaining nuts. 


The shaft is subject also to bending by the weight of the armature, 
by the magnetic drag on its core, and in belt driven machines, by the lat- 
eral diag of the pulley. When running, it is also subjected to bending 
stresses if the armature be not properly balanced. If the bearings do not 
give, it is evident that all such actions tend to bend the shaft at definite 
points. 


Core.—In the small and medium size dynamos, the core is 
attached direct to the shaft. There are two kinds of core: 


1. Smooth; 
2. Slotted. 


, 
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Ques. What may be said of the smooth type of core? 


Ans. It has become obsolete, except in special cases, as for 
machines used for electrolytic work where a large current at 
low voltage is required. 


Ques. What is necessary with a smooth core? 


= CORE DISCS CORE 61805 ОР 
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Fic. 781 and 782.—Laminated smooth core armature partly assembled. Jf consists of 
numerous discs of thin sheet iron threaded on the shaft and pressed together by end plates. 
The object of this construction is to prevent eddy currents. 


Ans. Driving horns as later described. 


Ques. What is a slotted core? 


Ans. One having a series of parallel slots, similar to the 
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spaces between the teeth of a gear wheel, and in which the 
inductors are laid. 

Ques. What provision is made to avoid eddy currents in 
cores? 


Ans: They are laminated. 


CORE DISCS 


bt 


DER Д 
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END RETAINING PLATES: 


Fic. 783.—Sectional view of laminated smooth core armature showing end plates, flange and 
retaining nut. A key is provided to prevent rotation of the core with respect to the shaft. 
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Ques. Describe this method of construction. 


Ans. The core is made of stampings of thin wrought iron or 
mild steel. The numerous discs stamped from the sheet metal 
are threaded on the shaft as in fig. 781, forming a practically 
solid metal mass. 


Ques. How thick are the discs? 
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Ans. The thickness ranges from .014 inch to .025 inch, cor- 
responding to 27 and 22, B and S, gauge respectively, 27 gauge 
being mostly used. 

Ques. How are the discs held in place? 

Ans. By two end plates pressed together either by large 
nuts screwed directly on the shaft as in fig. 783, or by bolts 
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passing through the core from end to end, as in fig. 784, holes 
being punched in the discs for the purpose. 


Ques. What irecsuilon is taken with respect to the core 
bolts? 


Ans. "They are insulated from the core by tubes and washers 
of mica or other insulating material. 
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Core discs are stamped in one piece up to about 30 inches in diameter, 
and for larger sizes they are built up from sections as later described. 


Figs. 785 and 786 show two forms of disc stamped in one piece. The 
first illustrates a solid disc, and the second a ventilated disc in which more 
or less of the metal is cut away near the center, thus providing passages 
for the circulation of air which carries away some of the heat generated 
in the armature. 


Insulation of Core Discs.— When the discs are stamped from 


Fics. 785 and 786.—Solid and ventilated core discs. In fig. 785, the metal cut away near 
a the center reduces the weight and provides passages for air circulation. In some instances 
a forced circulation is secured by means of a fan attached to the armature, as shown in fig. 

798. 





very thin metal, the mere existence of a film of oxide 1s sufficient 
insulation. 


It is usual, however, to apply a quick drying varnish that will give a 
hard tough coat and not soften with heat or become brittle and crumble 
under vibration. The varnish may be applied either by dipping or with , 
a japanning machine; it must be very thin, and the solvent employed 
should be a very volatile spirit. 


Ques. What is the construction of the core end plates, 
and why? 
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Ans. The rims are beveled quite thin to avoid eddy currents. 


Ques. How is the core connected to the shaft? 


Ans. Since the core has the full torque exerted upon it by 
the drag of the inductors, it must be firmly connected to the 
shaft by means of a key, as shown, so that it may be positively 
driven. 


Forms of Armature Teeth.—The teeth stamped in the core 
discs are made in various shapes, depending largely on the 





Fre. 787.—General Electric slotted armature core. The laminations are of sheet stcel, an- 
nealed and japanned. They are mounted directly on the shaft (except in the large sizes), - 
and held in place by substantial end plates. 


method of securing the inductors in the slots against electro- 
magnetic drag and centrifugal force. The teeth may be cut 
with their sides: 

1. Inclined; 
_ 2. Projecting; 

3. Notched. 


Ques. What may be said of teeth with inclined sides? 
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Ans. A tooth of this type is shown in fig. 788, being slightly 
narrower at the root than at the top, the resulting slot having 
parallel sides. ; 


Ques. What are the features of the projecting type of 
tooth? 


Ans. The projecting type is shown in figs. 789 and 799, in 





Fics. 788 to 7)1.—V rous forms of armature teeth; fig. 758 incined type forming a slot 
with parallct sid e; figs. 789 and 730 protectinz type which provi.ies a eupport for the retain- 
ing wedges; fig. 7/1 enclosed type which forms “tunnels” for the inductors. 


which the tops project; this gives a larger core area around the 
circumference of the armature which reduces the reluctance of 
the air gap, and provides projecting surfaces for retaining the 
inductors in the slots by the insertion of wedges. 


Ques. What is the object of cutting notches in teeth? 
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Ans. They are provided for the insertion of retaining 
wedges, as in fig. 793; this results in less area at the top ‘of the 
teeth. 


Ques. How should teeth be proportioned to secure most 
efficient operation? 


Ans. The width of the tooth should be about equal to the 
width of the slot minus twice the thickness of the slot insulation; 
that is, the cross sectional area of the teeth should be equal to 
that of the slots. 





Fios. 792 and 793.—Projecting and notched teeth; cross sections showjng inductors and re- 
taining wedges in place. 


Advantages and Iefects of Slotted Armatures.—The slotted 
armature, so.netimes called the Pacinotti armature, after its 
inventor, has the following advantages over the smooth type: 


1. The inductors are held more firmly in place to resist stresses due to 
electro-magnetic drag and centrifugal force; 


2. The inductors are protected by the teeth against mechanical injury; 

3. Less reluctance of the air gap; 

4. The intermittent induction due to the presence of the teeth prevents 
the formation of eddy currents; 

5. When the teeth are saturated they oppose the shifting of the lines 
due to armature reaction. A 
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The disadvantages of slotted armatures compared with the 
smooth type are: 
1. Greater hysteresis loss, caused by denser flux in the teeth; 


2. Generation of eddy. currents in the polar faces when the latter are 
not of laminated construction; 


3. Greater self-induction in the armature coils; 
4. Construction more expensive, 


5. Leakagc of magnetic lines through core exterior to winding. 





Fras. 794 and 795.—Side and end view of built up armature cores. The sheet metal ring 
sections containing the teeth zre fastened into dovetail notches in the spider as shown. 


The layers of ring sections are placed so as to break joints and are held by end clamps and 
through bolts B. Distance pieces are inserted at intervals to provide ventilating spaces 
DDD. 


The generation of eddy currents in the polar faces may be overcome 
by making the air gap at least 50 per cent. of the distance between the 
teeth, so that the magnetic lines can spread from the corners of the teeth, 
and become nearly uniformly distributed over the polar faces. Magnetic 


leakage through the core may be reduced by making the amount of metal 
above the inductors very small. 
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Slotted Cores, Built Up Construction.—In the case of large 
dynamos, the core discs are built up in order to reduce the 
cost of construction; the following parts are used: 


1. Spider; 
2. Core rings split into sections. 


Ques. What is the approved method of core construction 
in large armatures? 





Fie. 796.— Built up core with four spoke spider. each spoke carrying two dovetail notches. 
In this construction a little more air space obtained for ventilation than where a separate 
spoke is provided for each notch. 


Ans. The core should be of the built up construction to 
avoid waste of material in the stampings. 
Ques. Describe the construction of a built up core. 


Ans. Ring sections stamped from sheet metal are fastened 
to a central support or spider, which consists of an iron hub 
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with radiating spokes and a rim with provision for fastening 
the rings. The rim of the spider is provided with dovetail 
notches into which fit similarly shaped internal projections on 
the core segments. 


‘ 


These features are shown in figs. 794 and 795. 


Each layer of core sections is placed on the spider so as to break joints 
and the core thus formed is firmly held in place by end clamps as shown. 


The manner of fastening the rings to the spider is an important point, 
for it must be done without reducing the effective cross section of the 
, core in order not to choke the magnetic flux. 





Fia. 79/.—Hub and shaft design on large machines to reduce the machine work and facilitate 
erecting. 


In order to secure a better fit and reduce the machine work, the spider 
hub in large machines is sometimes cored with enla-ged section between 
the outer bearing surfaces, and it is not unusual to find these surfaces 
turned to two different sizes as in fig. 797, to admit of easier erecting. 


To avoid any trouble that may arise by unequal expansion, the rim of 
the spider is not made continuous, but in several sections as shown in 
fig. 796. The rim here consists of four sectione each of which has two 
dovetail notches. By thus dividing the rim into sections, its weight is 
somewhat reduced and the ventilating spaces between the sections in- 
creased. 
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Ventilation.—In the operation of a dynamo more or less 
heat is generated, depending on the load; hence it is desirable 


muni: 
ni 





ventilation. 


Ела. 798.—General Electric barrel wound armature, having a fan attached at one end to induce a circulation of air for 


that provision be made to carry 
off some of this heat to prevent 
excessive rise of temperature. 


Ques. Why do armature 
cores heat? 


Ans. They heat from these 
causes: eddy currents, hyster- 
esis, and heat generated in the 
inductors. 


Ques. How is adequate 
ventilation secured? 


Ans. The spider is con- 
structed with as much open 
space as possible through which 
air currents may circulate. The 
core is divided into several 
sections with intervening air 
spaces D, as shown in fig. 795, 
the discs being kept apart at 
these points by distance pieces. 
These openings between the 
discs are called ventilating ducts; 
they are usually spaced from 2 
to 4 inches apart. 


Ques. What other provision 
is sometimes made to secure 
ventilation? 
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canvas or mica, should be applied to the core before placing the inductors 
in position. 

The ends of the core should be insulated with thicker material, since 
the strain upon it is greater, especially at the edges. 


Armature Windings.—The subject of windings has been fully 
treated from the theoretical point of view in Chapter 19. It 
remains then to explain the different methods employed in the 
shop and the mechanical devices used to construct the scheme 
of winding adopted. 





Fic. 800.—Typical iron clad barrel wound armature complete; view showing the openings 
for ventilation. The advantage of the form of winding adopted, is the ease with which a 
coil may be replaced in case of injury and the additional cooling surface. The coils are 
held in place by maple wedges secured by binding wires which are soldered throughout their 
length. 


Ques. What is the construction of the inductors? 


Ans. They are made of copper; the ordinary form consists 
of simple copper wire, insulated with enameled, single or- 
double covering of cotton or silk, and in some cases copper 
bars are used for large current machines. 


Ques. What is the objection to copper bars? 


Ans. They are iiable to have eddy currents set up in them 
as illustrated in ћу. 716. 
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Ques. What may be said with respect to the size of wire 
used for inductors? 


Ans. Wire larger than about number 8 B and S, gauge 
(.1285 inch diameter) is not easily handled, hence for large 
inductors, two or more wires may be wound together in parallel. 


According to the mechanical features and manner of assem- 
bling on the core, drum windings may be divided into several 
classes, as follows: 


. Hand winding; 


Nom 


. Evolute or butterfly winding; 
. Barrel winding; 


. Short or bastard winding; 


o e о 


. Former winding. 


Hand Winding.—The first windings were put on by hand, 
and proved objectionable on account of the clumsy overlapping 
of the wires at the ends of the armature, which stops ventilation 
and hinders repairs, while the outer layers overlying those first 
wound, bring into close proximity inductors of widely varying 
voltage. The method is still used in special cases and for small 
machines. 


Evolute or Butterfly Winding.—This mode of winding was 
introduced by Siemens for electroplating dynamos to overcome the 
objections to hand winding. 


It takes its name from the method of uniting the inductors 
by means of spiral end connectors as shown in fig. 806, also in 
figs. 801 and 802, which show more modern forms. 


i 
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Ques. What are evolute connectors? 


Ans. The fork shaped strips used to connect bars at differ- 
ent positions on the armature, as shown in fig. 801. 


Fies. 801 and 802.—Evolute and "'stralght out" connectors. In small machines the con- 
nectors must be curved as 1n fig. 801, but ia 1arye machines, especially where the teeth ara 
wide, they may be straight as in fiz. 8)2. Taese connectors may take either of the following 
forms: 1, fncolute от evolute conn:ctors—An iavolute is the curve drawn by the extremity 
of a piece of string which is unwound from a cylinder; 2, spíral connectors—These consist o! 
double spirals, the commutator being usually connected to the junction of the two spirals. 
These connectors are also known as “butterfly” connectors. 


In large machines, especially where the teeth are wide, these connec- 
tors may be straight, as in fig. 802, but in small machines they must 
be curved in the manner shown in fig. 801, as the room available may 
diminish by as much as half, as the lowest point is reached, and the 
room occupied by the strip is the width of a horizontal section at various 
points. This width, in the case of the straight connectors, is constant. 


In place of the wooden block, used in early machines, for fastening the 
middle part of the connectors, they may be anchored to an insulated 
clamping device built up like a commutator and for that. reason called a 
Jelse commutator 





\ 
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Ques. How are the inductors arranged in evolute winding? 


Ans. In fig. 805, it will be seen that the ends of the evolute 
connectors lie in two planes, hence the connectors must project 
to different distances beyond the core. 


Accordingly, one long and one short bar may be conveniently placed 
in each slot, side by side. In large machines, especially where the teeth 





Fig. 803.—Barrel wound armature; rear view showing back head and coil guard. The con- 
struction of core and winding is described in fig. 625. The shaft is of crucible steel ground 
to gauge. The commutator segments are of drop forged copper in the smaller and hard- 
drawn copper in the larger sizes. The insulating material between the segments is mica. 
On the larger sizes, the commutator shell is fitted with a thread and mounted on a spider. 
This construction provides openings between the commutator and shaft {or ventilation. 


are wide, the connectors may be straight as in fig. 802. Evolute connectors 
may be used for either lap or wave windings. 


Barrel Winding.—This is a form of drum winding in which 
ihe inductors are arranged in two layers and carried out obliquely 
on an extension of the cylindrical surface of the drum to meet and 
connect with radial risers. 


Barrel winding has been very widely adopted. Although it involves an 
increased length of armature, this gives additional cooling surface and 
provides for good ventilation. 


In barrel winding, the coil ends must of necessity be arranged in two 
layers but the method may be used for either one or two coils per slot, 
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the difference in arrangement for these two cases being shown in figs. 807 
and 808. In the single layer barrel winding, fig. 807, each slot is occu- 
pied by but one side of one coil. In the double layer barrel winding, 
fig. 808, the opposite sides of two separate coils occupy space in the same 
slot. The coils, on emerging from the slots bend in opposite directions, 
and if one side of a coil occupy the bottom portion of a slot, its other side 
usually occupies the top portion of a slot distant from the first slot by the 
polar pitch. я 





Fios. 804 and 805.—Barrel and evolute windings; end views showing placement of coils. When 
all the coils are wound on the former, the placing of them on the armature is a simple matter. 
After insulating the slots, the winder begins at any convenient slot, and inserts the coile 
as shown. Before he can fill all the slots, some of the first coils must be raised and the last 
ones inserted underneath. There is not much difference between barrel and evolute winding 
and onc style may be used at onc end of the armature and the other at.the opposite end. 
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Short or Bastard Winding.—In this type of winding, the end 


connectors project from the inductors in. straight lines parallel to 
the shaft and then are bent inward. 





Fia. 806.—Sfemens’ bar armature; end view. Each inductor in the form of a bar is connected 


to the next by means of two evolute spiral copper strips, one bending inwardly, the other 


outwardly, their junction being in some cases secured to a block vf wood upon the shaft. 
Their outcr ends are attached to the bars by rivets or silver solder. 


Figs. 807 and 838.—Singie layer and double layer barrel winding. Barrel winding isa method _ 
of arranging the ends of armature coils as they pass from one pole to the next, in which, 
instead of using involute or butterfly connections, V-shaped end connections are used which 
lie on a cylindrical surface, which is a continuation of the armature suríace. The coil ends 


must of necessity be-arranged in two layers, but the method may be used for either one or 
two coils per slot, the difference.in arrangement for these ie berc illustrated. 
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It has the effect of being somewhat shorter than the barrel winding. 
In order to secure better ventilation, it is usual to combine a bastard 
winding at the rear end of the armature with a barrel winding at the com- 
mutator end. This class of winding is used only with bar armatures 


Former Winding.— This relates to a method of winding coils, 
and not to any particular type; that is, mechanical winding as 
distinguished from hand winding. 





Fic. 809.— Westinghouse barrel wound armature. The coils are former wound from copper 
strap and are interchangeable. In the larger size machines they are ot the single type. The 
illustration shows plainly the characteristic feature of barrel winding, namely the oblique 
end connectors carried out on the extended drum. 


While hand winding is necessary for ring armatures, a drum armature 
is wound better and more easily by the aid of machinery. 


Ques. What is a ‘‘former’’ coil? 


Ans. A former coil, as its name suggests, is one that is 
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Fries 811 and 812.—Diagrams illustrating wave and lap barrel windings. 
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wound complete upon a former before being placed upon the 
armature. 


Ques. What is the advantage of this method of winding 
coils? 


Ans. By the use of formers much time is saved, thus re- 
ducing the cost, and also by their use all the coils are sym- 
metrical which improves the appearance of the finished winding. 


Ques. How is the required shape of the template or former 
for winding the coils determined? 





EUIS у 


Fig. 813.—Method of winding evolute coils. In making the former, it is necessary to know 
the dimensions of the coil, hence, a pattern coil must first be made, from which the spacing 
of the pins can be taken so that the completed coil will fit into the slots for which it is 
intended. After the pins have been properly spaced on the board, the wire is wound around 
them as indicated, as many turns being taken as decided on for each coil. When the coil 
is thus completely wound, it is taken from the pins, and the lower ends, C and F, placed 
in a suitable clamp. The two halves of the coil are then spread apart, the coil assuming 
the shape illustrated in fig. 814. 





Fic. 814.—Appearance of an evolute former wound coil opened out. The points A, B, C, etc., 
correspond to similar points in fig. 813. 


Ans. By winding one coil on the armature in order to ascer- 
tain its dimensions and shape; it is then removed from the 
armature and used as a pattern in constructing the former. 


Types of Former Coil.—Of the numerous shapes of former 
coil, mention should be made of: 
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1. Evolute coils; 
2. Diamond or hair pin loop coils. 


Ques. Lescribe the evolute type of former coil. 


Ans. The evolute coil is wound around eight pins inserted 
in a board as shown in fig. 813. 


The required number of turns are taken arcund these pins and their 
ends G and H, left projecting. The coil thus formed is now covered with 
tape and after removal from the board, is put into a clamp at C and F, 





Еа. 815.— Westinghouse combin ition bastard and barrel winding. A bastard winding at the 
rear end is combin d with a barrel winding at the comnmatator enJ, as shown in tae illus- 
tration, to secure better ventilation. 


and opened up as shown in fig. 814, which is the form required for inser- 
tion in the p-oper slots of the armature. 


Ques. What is the peculiarity of the evolute coil? 


Ans. The two sides of the evolute coil have unequal dimen- 
sions. 


The part marked AB, in fig. 813, which is an upper layer inductor is 
no longer than the part DE, which constitutes a lower layer inductor. The 


-~ - - — - A - = 2 > m= = - -- = 
Б f 
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portions DC and EF, act as parts of an inner layer of evolutes, and the 
portions AF and BC, as parts of an outer layer ofevolutes. Fhese features 
are shown in fig. 814. 


Ques. How are evolute coils placed on the core? 


Ans. They are placed in position as shown in figs. 804 and 
805, continuing around the core until all the slots are filled. 


To complete the operation it is necessary to raise some of the first laid 
coils and insert the last ones below them. The winding is thus completed 
and is symmetrical. 





DIT 


Pia. 816.—Method of winding diamoa 1 o: hair pi1loo »coils. There are several ways of making 
these coils. A form r miy b? prepar«d, as snown in the figure, with a bowdhaving four pins 
inserted, and having two blocks attached at the ends carrying horizontal pins as shown. 
Around the several pins, the coil is wound to th? required number of turns and taped. This 
coil differs from the evolute coil in that the two halves are of equal size, the parts which act 
respectively as upper and under inductor being of equal length. Tbe coil as shown is suitable 
for wave winding. 


Ques. Describe the method of winding the diamond or 
hair pin loop type of former coil. 


Ans. The diamond or hair pin loop coil may be wound on 
a former such as shown in fig. 816. 
This consists of a board having four upright pins, A,B,D,E, properly 


spaced and two horizontal pins C,F, attached to extensions at each end 
of the board. A coil of the required number of turns is wound around 
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these pins and then opened out as in fig. 816. After varnishing and baking 
it is ready to be placed on the armature. 


Ques. For what class of winding are diamond or hair pin 
loop coils suitable? 


Ans. For barrel winding. 


Ques. How are straight out coils placed on the core? 


G 





H 


Fic. 817.—Appearance of diamond or hair pin loop coil after being opened out. Jn opening 
out the coil, the ends C and F, are put into a clamp and twisted at right angles to the plane 
of the coil. The letters correspond to the points indicated in fig. 816. 





Fic. 818.—Another and simpler method of winding a diamond or hair pin loop coil. A board 
with only two pins is employed as shown; this plan, however, gives more trouble in the 
subsequent ovening out of the coil. 
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Ans. In the same manner as described for evolute coils; 
when in position straight out coils appear as in fig. 804. 


Ques. What is the approved method of putting tape on a 
coil? 


Ans. Considerable time is saved by the use of a machine 
designed for the purpose, such as shown in fig. 819. 





уво. 819.—Arimature coil taping machine. Numerous machines have been invented for taping 
armature coils. They consist essentially of a device which revolves a roll of tape around 
the coil, in such a direction that the tape is unwound from the roll and rewound on the coil. 
‘The speed at which the coil is fed through the machine will determine the overlapping of the 
tape. 


The construction of these machines is such that a roll of tape placed 
on a split metal ring is revolved around the coil to be taped, the coil being 
gradually moved until it is entirely covered. 


Coil Retaining Devices.—In the operation of a dynamo 
there are two forces which tend to throw the inductors out of 
position: 


es 
— =~ —— 
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1. Armature drag; 
2. Centrifugal force. 


Both of these forces are present with smooth core armatures, 
but only centrifugal force with slotted armatures. The devices 
used to hold the inductors in position against these-forces are: 


TOOTH 








‘CENTRIFUGAL 


FORCE ROTA, 

(ө) 
DRIVING HORNS 5, 
J^ 


SMOOTH 
СОВЕ~. , 
coL 4 
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RETAINING WIRES 
OR: BANDS 


Етаѕ. 820 and 821 —Smooth and slotted armatures Showing devices used to retain coils in 
position against centrifugal force and armature drag. In fig. 820 the arrows L and F, show 
the directions in which these forces act from which it is seen that the force L, tends to pull 
the coil off the core radially (hence the binding rib ons, or w ~es} and the force F, acting 
tangentially against rotatign tends to slide the coil around the core (hence the driving horns). 
In the slotted armature the teeth and wedges retain the coils in position. 


l. Driving horns; 
2. Binding ribbons; ; 
3. Retaining wedges. 


~ 


Armature Construction 583 
ШЕ LE e e eerie EEUU a M LL E Ct 


Ques. What are driving horns? 
Ans. They are simply pins or strips projecting from the 
surface of a smooth core as shown in fig. 820. 


. Ques. What other kinds of retainer are used on smooth 
core armatures? 





Fic. 822.—Armature of Ridgway three wire dynamo. It is built on a simple design and 
commonly referred to as that of Doorowolsky. It contains a balance coil wound on a lamin- 
ated core, bolted to the back of the armature spider ani protecte 1 by a heavy cast iron shield. 
The slip ring is bolte 1 to the commutator shell and the holder for the carbon brush is mounted 
on adjacent outboard bearing. 


Ans. They require several binding wires or bands placed ` 
around the winding to prevent the inductors being thrown 
off the core by centrifugal force L, as shown in fig. 820. 


Ques. With slotted armatures what provision must be 
made for retaining the inductors in position? 


Ans. Retaining wedges must be inserted into the notches 
or between the projecting tops of the teeth. 
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Fic. 823.—Crocker- Wheeler armature core, built up of steel discs. 


: П In construction, the 
discs are assembled in groups and mounted on a cast iron spider. 





Fre. 824.—Crocker-Wheeler armature complete. The coils are form wound and insulation is 


reinforced by lining the slots with press boards. Wooden slot wedges, bands and wires retain 
the coils in the slots. 


NOTE.— Wedges are usually made of well baked hard wood, such as hornbeam, or hard 
white vulcanized fibre. Sometimes a springy strip of German silver is used. 
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TEST QUESTIONS 


. Define the word armature. 

. What are the essential parts of an armature? 

. What is the prevailing type of armature? 

. What is the object of providing shoulders on the 


shaft? 


. Describe the core of an armature. 


Name two types of core, and which is the prevail- 
ing type. 


. Describe a slotted core. 
. What provision is made to avoid eddy currents? 


How thick are the discs and how are they held in 
place? 

How are core discs insulated? 

How are core end plates constructed and why? 

Describe the method of connecting a core to a shaft. 

Name three forms of armature teeth. 

What are the features of projecting teeth? 

Why are notches cut in teeth? 

State the advantages and defects of slotted armatures. 

How do slotted armatures compare with smooth? 

Describe built up armature construction. 

Why do armature cores heat? 

How is ventilation secured? 

Describe the methods of insulating cores. 

What is the construction of the inductors? 

What kind of inductors are liable to eddy currents? 

Classify drum windings. 
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25. 

26. 
б 27. 
| 28. 
29. 
30. 


/ 3l. 
32. 
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Why are hand windings objectionable? 

What is an evolute or butterfly winding? 

Describe evolute connections. 

What is a barrel winding? 

What is the advantage of former coil winding? 

What is the difference between an evolute and a 
straight out coil? 

Why are coil retaining devices used? 

In what type of core are the coils naturally re- 
tained? 
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CHAPTER 26 | 


Operation of Dynamos 


Before Starting a Dynamo or Motor.—When the machine 
has been securely fixed, it should be carefully examined to see 
that all parts are in good order. 


The examination should be made as follows: 


1. The field magnet circuit should first be inspected to see that none of 
the wires or connections have broken or have become loose, and that the 
coils are correctly connected; 


2. The cap3 of the bearings should be taken of, and -these and the 
_ journals carefully cleaned of all grit and dirt. They should then be oiled, 
and the caps replaced and screwed up by hand only; 


3. The gaps between the outer surface of the armature and the polar 
faces should be examined in order to ascertain whether any foreign body, 
such as a small screw or nail has lodged therein. If such be the case, it 
should be carefully removed with a bit of wire; 


4. The guard plates protecting the armature windings should be re- 
moved, and the windings carefully inspected by slowly rotating the arma- 
ture, to see that they a'e not damaged, and that the insulation is perfect. 
The armature should then be finally rotated by hand to see that it revolves 
freely, and that th» bearings are securely fixed; 


5. The commutator should be examined to see that it is not damaged 
in any way through one or more of the segments being knocked in, or 
the lugs being forced into contact with one another; 


6. The brush holders and brushes should be inspected to see that the 
former work freely on the spindle, and that the hold off catches work prop. 
erly, are clean and make good contact with the brush holders or flexible 
leads. 
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7. Having ascertained that the machine is not injured in any way, and 
that the armature revolves freely, the brushes should be adjusted. 


In the subsequent working of the dynamo it will of course be unneces- 
sary to follow the whole of these proceedings every time the machine is 
started, as it is extremely unlikely that the machine will be damaged from 
external causes while working without the attendant being aware of the fact. 


Adjusting the Brushes.—The adjustment of the brushes upon 
the commutator requires careful attention if sparking is to be 
avoided. There are two adjustments to' be made: 





F1as. 825 and 826.—Diagrams illustrating how to set brushes. Some brush holders require 
brushes set with the direction of rotation of the commutator, and others, set against the direc- 
tion of rotation. In fig. 825, is shown a brush holder of the first class, which must always be 
sét as indicated by the arrow. If set in the opposite direction, trouble will ensue, as an 
inspection of the figure will show, because the surface of the commutator and the brush 
would form a toggle joint, and the brush would tend to dig into tue commutator and either 
break itself or bend the brush'rigging. n fig. 826, is shown a brush holder of the second 
type. This brush is set against the direction of rotation, but an inspection of the cut will 
show that there is, in this cage, no tendency for the brush to dig into tne commutator surface. 
Each type of brush holder, of which there are several, should be adjusted as recommended 
by the manufacturer to secure proper working. 


1. For pressure; 


The brushes must bear against the commutator segments with sufficient 
pressure for proper contact. 


2. For lead. 


ge —H$: 
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The brushes must have the proper angular advance (positive or nega- 
tive, according as the machine is a dynamo or motor) to prevent sparking. 


Ques. At what point on the commutator should the brushes 
bear? 


Ans. The points upon the commutator at which the tips of 
the brushes (carried by opposite arms of the rocker) bear, 
should be, in bipolar dynamos, at opposite extremities of a 





Fic. 827.—Method of soldering cable to carbon brush. Drill a hole in the end, also in the side 
of the brush, as shown in tne sketch. and atter thoroughly tinning the “pigtail,” place it in 
the end hole and fill tae holes up with solder through the side hole. Another method isto 
drill a hole through the carbon so that the cable will just slip through, countersink the edge 
of the hole a little, clean the cable thoroughly and pass it through the hole. Then with any 
good flux and solder, fill the countersunk part on both sides. 


` 


diameter. In multipolar dynamos the positions vary with the 
number of poles and the nature of the armature winding. 


Ques. What provision is made to facilitate the correct 
setting of the brushes? 


Ans. Setting marks are usually cut in the collar of the com- 
mutator next to the bearing. 
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Ques. How are the brushes set by these marks? 


Ans. The tips of all the brushes carried by one arm of the 
rocker are set in correct line with the commutator segments 
marked out by one setting mark, and the tips of the brushes 
carried by the other arm or arms are set in correct line with the 
segments marked out by the other mark or marks. 


If one or more of the brushes in a set be out of line with their setting 

mark, it will be necessary to adjust the brushes up to this mark by pushing 

_ them out or drawing them back, as may be required, afterwards clamping 
them in position. 


When adjusting the brushes, the armature should always be rotated, so 
that the setting marks are horizontal. The rocker can then be rotated 
into position, and the tips of both sets of brushes conveniently adjusted 
to their marks. In those brush holders provided with an index or pointer 
for adjusting the brushes, the setting marks upon the commutator are 
absent, length of the pointer being so proportioned that when the tips 
of the brushes are in line with the extreme tips of the pointers, the brushes 
bear upon the correct positions on the commutator. 


Ques. What should be done after adjusting the brushes 
to their correct positions upon the commutator? 


Ans. Their tips or rubbing ends should bs examined while 
in position to see that they bed accurately on the surface of the 
commutator. 

In many instances it will be found that this i3 not the case, the brushes 
sometimes bearing upon the point or toe, and sometimes upon the heel, 
so that they do nət make contact with the commutator throughout their 


entire thickness ?nd width. The angle of the rubbing ends will there- 
fore need to be altered by filing to make them lie fiat. 


Ques. How is the proper brush contact secured? 


Ans. When the brashes do not bed properly they should be 
refitted to secure paoper contact. 
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Ques. How is the pressure adjustment made? 


Ans. This is effected by regulating the tension of the springs 
provided for the purpose upon the brush holders. 


Ques. With what pressure should the brushes bear against 
the commutator? 


Ans. The tension of the springs should be just sufficient to 
cause the brushes to make a light yet reliable contact with the 
commutator. 


The contact must not be too light, otherwise the brushes will vibrate, 
and thus cause sparking; nor must it be too heavy, or they will press too 
hard upon the commutator, grinding, scoring and wearing away the latter 
and themselves to an undesirable extent, and moreover, giving rise to 
heating and sparking. 

The correct pressure is attained when the brushes collect the full current 
without sparking, while their pressure upon the commutator is just suffi- 
cient to overcome ordinary vibration due to the rotation of the com- 
mutator. 


Direction of Rotation.—This is sometimes a matter of doubt 
and often results in considerable trouble. As a general rule, 
a dynamo is intended to run in a certain direction; either right 
handed or left handed according to whether the armature, when 
looked at from the pulley end, revolves with or against the direc- 
tion of the hands of a clock. 

Dynamos are usually designed to run right handed, but the manu- 
facturers will make them left handed if so desired. 


It may be necessary: *~ 
of the driving pulley ЕЛ 
left handed, or if it L% е € the belt on top 
of the pulley, or to place tne. : ! ema. eo On account of 
limited space. See eae Ao t APP 


Е a tha’ divaction -wytation of a dynamo, 
appen to revolve 











'The direction of rotation of ordinary series, shunt, or com^ - 


pound bipolar dynamos may be reversed by simply reversing 
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the brushes without changing any of the connections, then 
changing the point of contact of the brush tips 180°. 





CONDUIT 


SERVING TOOL 


BALLOF “iit 





Fics. 828 to 830.—Method of winding cables with marlin. When connecting the feeders and 
dynamo and service leads to a switchboard, the wires are often served with marlin. By 
serving is meant to tightly wrap the wires of each set together with marlin. A tool for serv- 
ing may be made as in fig. 828, using a piece of oak 2 ins. wide, 7$ in. thick and 14 ins. 
long, having four holes drilled through it, as shown. The marlin is passed through the 
holes commencing at the hole nearest the handle, the object being to cause a strain on 
the marlin at the point where. it $ passes z around the wire, so that the marlin may be wrapped 
tightly. Itis necessary to Sër ‘Eve "the rst бг o£ five; ‘inches by hand, pushing the winding 
into the conduit as far as possiblé. This acts ds àn' additional protection to the wires where 
they leave the conduit. qTbeserving igcontinued,- as in fig. 829, to within four or five inches 
of the first lug by means ‘of the serving tool, passing the ball of marlin around the wires with 
the serving tool. The wires are then bent in shape, as in fig. 830. To serve the wires prop- 
erly it is necessary to tie the ends of the wires taut. The wires should be straightened and 
run together so as to be parallel, being bound with tape at different points to keep them so. 


When the serving is complete the marlin should be thoroughly painted with a moisture 
resisting compound. 


m 
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In multipolar dynamos, a similar change, amounting to 90" for a four 
pole machine, and 45° for an eight pole machine, will reverse their direc- 
tion of rotation. It will be understood that under these conditions, the 
original direction of the current and the polarity of the field magnets will 
remain unchanged, 


This rule does not apply to early arc dynamos and other machines, which 





Vic. 831.—Method of assembling core discs. For this operation two wooden “horses” should 
be provided to support the core at a convenient height, as shown in the illustration. 


have to be run in a certain direction only, in order to suit their regulating 
devices. > 


If the direction of current generated by a dynamo be opposite to that 
desired, the two leads should be reversed in the terminals, or the residual 
magnetism should be reversed by a current from an outside source. 


NOTE.—The marlin serving will stiffen the wires and they can be bent very neatly 
to avoid touching the bus bars of the board. When painted the marlin hardens so that it is 
difficult to bend the wires after the paint has dried. It then requires a strong pressure to bend 
them. The marlin acts as an additional insulation and mechanical protection to the wires, and 
while no harm would result from the wires coming in contact with the bars while thus pro- 
tected, it looks better to bend them so as to avoid touching the bars. 
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Starting a Dynàmo.— Having followed the foregoing instruc- 
tions, all keys, spanners, bolts, etc., should be removed from 
the immediate neighborhood of the machine, and the dynamo 
started. 
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Fics. 832 and 833.—Tinning block for electric soldering tool. Jt is made with two soft bricks 
One brick is used to support the soldering tool, and the other tu contain the tinning material 
and to furnish a material which will keep the copper bit bright enough to receive its coating 
of "tin." Fig. 833 represents a section of the tinning brick, which is scooped out on top as 
shown by the lower line. Into one end of the hollow in the brick, some sal-ammoniac is 
placed to help tin the copper bit. Sal-ammoniac is a natural flux for copper and aids greatly 
in keeping the tool well tinned. Next, some melted solder is run into the hollow of the brick, 
and lastly enough resin to fill the cavity nearly to the top. When the toot is not in use,the 
electricity is switched off and the tool permitted to lie in the resin. If it be desired to repair 
the tin coating a little when the tool is in use, the latter is rubbed on the brick below the layer 
of solder, and the layer of resin. If the tool be in very bad condition, it may be pushed into 
the sal-ammoniac once or twice and then rubbed in the solder again. It requires but little 
heat to keep the brick and its contents ready for use. In fact, the brick is a fair insulator 
of heat and prevents the escape of heat from one side of the tool. When momentarily 
not in use, the tool remains in the solder which becomes melted underneath the layer of 
resin. When the copper bit becomes too hot, it will begin to volatilize the resin, thus calling 
atiention tn this fact. whereupon, the electricity should be turned off from the tool. 
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Ques. How should a dynamo be started? 


Ans. A dynamo is usually brought up to speed either by 
starting the driving engine, or by connecting the dynamo to a 
source of power already in motion. 

In the first case, it should be done by a competent engineer, and in the 


second case by a person experienced in putting on friction clutches to re- 
volving shafts, or in slipping on belting to moving pulleys. 


Ques. Should the brushes be raised out of contact in 
starting? 


Ans. The brushes should not be in contact in starting if 
there be any danger of reverse rotation, as might happen when 
the dynamo is driven by a gas engine. 

Aside from this, it is desirable that the brushes be in contact, because 
they are more easily and better adjusted, and the voltage will come up 


slowly, so that any fault or difficulty will develop gradually and can be 
corrected, or the machine stopped before any injury is done. 


Ques. How should a series machine be started? 


Ans. The external circuit should be closed, otherwise a 
closed circuit will not be formed through the field magnet 
winding and the machine will not build up. 


4 


Ques. What is understood by. the-term-“‘build up”? 


Ans. In starting, the gradual voltage increase to maximum. ' 


Ques. How should a shunt or compound machine be 
Started? е 


Ans. Allswitches controlling the external circuits should be 
opened, as the machine excites best when this is the case, 
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If the machine be provided with a rheostat or hand regulator and re- 
sistance coils, these latter should all be cut out of circuit, or short cir- 
cuited, until the machine excites, when they can be gradually cut in as 
the voltage rises. 


When the machine is giving the correct voltage, as indicated by the 
volt meter or pilot lamp, the machine may be switched into connection 
with the external or working circuits. ` 


Ques. Im starting a shunt dynamo, should the main line 
switch be closed before the machine is up to voltage or after? 


Ans. If the machine be working on the same circuit with 
other machines, or with a storage battery, it is, of course, 
necessary to make the voltage of the machine equal to that on 
the line before connecting it in the circuit. If the machine 
work alone, the switch may be closed either before or after the 
voltage comes up. ‹ 


The load will be thrown on suddenly if the switch be, closed after the 
machine has built up its voltage, thus causing a strain on the belt, and 
possibly drawing water over the engine cylinder. 


On the other hand, if the switch be closed before the voltage of the 
machine has come up, the load is picked up gradually, but the machine 
may be slow or may even refuse to pick up at all. 


Ques. Why does a shunt machine pick up more slowly if 
the main switch be closed first? 


Ans. Because the resistance of the main line is so much less 
than that of the field that the smail initial voltage due to the 
residual magnetism causes a much larger current in the arma- 

ture than in the shunt field, 


If this be too large, the cross and back magnetizing force.of the arma- 


ture weakens the field more than the initial field current strengthens it, and 
so the machine cannot build up. 
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Ques. If a shunt dynamo will not pick up, what is likely 
to be the trouble? 


Ans. The speed may be too slow; the resistance of the ex- 
ternal circuit may be too small; the brushes may not be in 
proper position; some of the electrical connections in the 
dynamo may be loose, broken or improperly made; the field 
may have lost its residual magnetism. 





Fics. 834 and 835.—Diagrams of ground detectors. Fig. 834, a ground detector switch suitable 
for mounting on a switch board. The two arms pivoted at their upper ends are connected 
with an insulating bar A, and make contact at their lower ends with two brass strips and a 
contact button, which are connected to the bus bars and ground, respectively. When the 
arms are moved to the left, the positive.bus bar is connected to the ground through the 
voltmeter V. In fig. 835 is another form of ground detector. This is known as a lamp 
ground detector. On a 110 volt system two ordinary lamps are connected in series, while 
the line connecting the lamps is connected to the ground through a snap switch S. When 
current is on, the two lamps will burn with equal brilliancy, but at a lower candle power. 
When the switch S is closed, if the two lines be clear, the brilliancy of the lamps will not be 
affected, but if there bea ground on the positive side, one lamp will burn brighter, the bright- 
ness depending on the resistance of the ground. If there be a dead ground, the lamp will 
burn to its full candle power. 


Ques. What is the indication that the connections be- 
tween the field coils and armature are reversed? 


Ans. If the machine build up when brought to full speed, 
the connections are correct, but if it fail to build up, the field 
coils may be improperly connected. 


This can be tested by connecting a volt meter across the terminals of 
the armature, or by means of a magnetic needle placed at a short distance 
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1G. 836.—Method of correcting reversed polarity in compound wound dynamo. For in- 
stance, assume that No. 1 dynamo has had its polarity reversed and that No. 2 is running 
connected to the bus bar. To reverse No. 1, stop No. 1 and then make sure that the circuit 
breaker and negative switch are open and that any other special connections to other machine 
or station lighting circuits are open. Then close the positive and equalizer switches. If 
No. 1, machine be a large unit and No. 2, a small unit, it will be necessary to cut out the 
resistance of the shunt field circuits by means of the rheostat, if it be desired to maintain 
its bus bar voltage at its normal point. No. 1, machine is then brought up to full speed when 
it will be found to have recovered its correct polarity. 


from one of the pole pieces in such a position that it does not point to the 
north pole. If the field coils be improperly connected, the current due to 
the initial voltage will weaken the field magnetism and thus prevent the 
machine building up, and when the field circuit is closed the volt meter 
reading will be reduced, or the magnetic needle will be less strongly at- 
tracted. 


Ques. What will be the result if the connections of some 
of the field coils of a dynamo be reversed? 
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Ans. If one-half the number of coils oppose the other half, 
the field magnetism will be neutralized and the machine will 
not build up at all; but if one of the coils be opposed to the 
others, the machine inight build up, but the generated valtage 
will be low, and there will be considerable Sparking at some of 
the brushes. 
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Ела. 837.— Wrongly connected shunt wound dynamo illustrating neutralized field magnetisin 
due to opposing pressures in the field coils. 


Ques. How may it be ascertained which coil is reversed? 


Ans. In all dynamos there should be an equal number of 
positive and negative poles, and in almost all of them the poles 
should be alternately positive and negative. Therefore, if a 
pocket compass be brought near the pole pieces, and it show 
that there are more poles of one kind than the other, the indica- 
tion is that one or more of the coils are reversed, and the im- 
proper sequence of alternation will determine which one is 
wrongly connected. 


! 


600 Operation of Dynamos 





POSITIVE BUS-BAR 






NEGATIVE BUS-BAR 








FIELD 
CIRCUIT 
RHEOSTAT BREAKER 


SHUNT FIELD 
WINDING 





ARMATURE 


Ета. 838.—Method of correcting reversed polarity in large shunt dynamo by transposing the 
shunt field leads, and then starting up the machine. Аз soon as the volt meter registera 
any voitage, the dynamo may be stopped and the field leads restored to their original posi- 
tion, when it will be found that the residual magnetism in the pole pieces wlli usually bring 
the dynamo up to its polarity and proper voltage. This method has the disadvantages, 
of the uncertainty as to the machine building up, and that a temporary wire must prob- 
ably be run from the switch board to one terminal of the field circuit, which is usually con- 
nected to a terminal back of the dynamo frame, so that the flow of current through the 
field coils may be reversed. With dynamos having laminated field magnet cores of com- 
paratively low residual magnetism, this method may suffice, but in the case of solid field 
magnetic cores it is not practical. A better method is to disconnect the shunt field leads 
and temporarily extend them to some other source of direct current. If the current be 
of higher voltage than the coils are designed for, as for instance 110 volt dynamo and 
available current 500 volt, caution must be exercised and a suitable resistance be provided 
to protect the coils. A 500 volt coil, however, may be supplied from 110 volt circuit, pro- 
viding the field winding to be energized is equipped with a cut off switch having a discharge 
resistance, so that it may be used to close and break the circuit when the temporary leads 
have been connected. If the field windings be not во provided, a bank of lamps or some 
other non-inductive resistance must be connected across the leads between the field magnet 
coils and the point at which the circuit is to be opened and closed. This is to provide a path 
Íor the discharge of the induced voltage. The circuit should not remain closed more than 
a few seconds if the full voltage can be applied. 
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Ques. When a dynamo loses its residual magnetism, how 
can it be made to build up? 


Ans. By temporarily magnetizing the field. 


To do this a current is passed through it from another dynamo, or from 
the cells of a small primary battery as in fig. 839. Usually, this will set 
up sufficient initial magnetism to allow the machine to build up. The 
battery circuit should be broken before the machine has built up to full 
voltage. 





Fre. 839.—Method of making dynamo build up when it has tost its residual magnetism. 


Ques. What should be done if a dynamo become reversed 
by a reversal of its field magnetism due to lightning, short 
circuit, or otherwise? 


Ans. The residual magnetism should be reversed by a cur- 
rent from another dynamo, or from a battery; but if this be not 
convenient, the connections between the machine and the line 
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should be crossed so that the original positive terminal of the 
dynamo will be connected to the negative terminal of the line 
and vice versa. 


Ques. Can a dynamo be reversed by reversing the con- 
nections between the field coils and the armature? 


Ans. No, for if these connections be reversed, the machine 
will not build up. 


Ques. Willa dynamo build up if it become reversed? 


Ans. Yes. 


Ques. Then what is the objection to a reversed dynamo? 


Ans. Since the direction of current of a reversed dynamo is 
also reversed, serious trouble may occur if it be attempted to 
connect it in parallel, with other machines not reversed. 


Attention While Running.— When a dynamo is started and 
at work, it will need a certain amount of attention to keep it run- 
ning in a satisfactory and efficient manner. 

The first point to be considered is the adjustment of the 
brushes. If this be neglected, the machine will probably spark 
badly, and the commutator and brushes will frequently require 
refitting to secure good contact. 


Ques. What may be said with respect to the lead of the 
brushes? : 


Ans. ‘The lead in all good dynamos is very small, and varies 
with the load and class of machine. 


The best lead to give to the brushes can in all cases be found by 
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rotating the rocker and brushes in either direction to the right or left of the 
supposed commutating plane until sparking commences, increasing with 
the movement as in fig. 840. 

The position midway between these two points is the correct position 
for the brushes, for at this position the least sparking occurs, and it is 
at this position that the brushes should be fixed by clamping the rocker. 


Ques. How does the lead vary in the different types of 
dynamo? 


Ans. In series dynamos giving a constant current, the 









—— NORMAL NEUTRAL PLANE 


NEUTRAL PLANE 


SPARKINS  COMMUTATING 
PLANE 
NO SPARKING 


SPARKING 





ROCKING BRUSHES BETWEEN 
THESE POSITIONS OF SPARKING 
UNTIL COMMUTATING PLANE 
15 LOCATED 


Fic. 840.—Method of finding the correct position of the brushes by rocking. 


brushes require practically no lead. In shunt and compound 
dynamos the lead varies with the load, and therefore the brushes 
must be rotated in the direction of rotation of the armature 
with an increase of load, and in the opposite direction with a 
decrease of load. 
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In cases where the dynamos are subjected to a rapidly varying or fluc- 
tuating load, it is of course not possible to constantly shift the brushes 
as the load varies, therefore the brushes should be fixed in the positions 
where the least sparking occurs at the moment of adjustment. Ifat any 
time violent sparking occur, which cannot be reduced or suppressed by 
varying the position of the brushes by rotating the rocker, the machine 
should be shut down at once, otherwise the commutator and brushes are 
liable to be destroyed, or the armature burnt up. This especially refera 
to high tension machines. 





Fia. 841.—Method of taking temperature. In taking th2 temperature of a hot part, it is con: 
venient to use a thermometer in which the scale of degrees has been etched on the stem. 
Bind this to the heated part, having first taken the precautioa to cover the bulb with waste 
to prevent the radiation of heat and take the reading waen the column of mercury has 
ceased to rise. The qu:stion which most often presents its;lf to the attendant is how hot 
can the various parts of a dynamo or motor become and yet be within the safe limit. The 
degree of heat can be determined by applying the hand to the various parts. If the heat 
be bearable it is entirely harmless, but if the heat become unbearable to the hand for more 
than a few seconds, the safety «imit has been reached and. the machine should be stopped 
and the fault located. Of course when the solder begins to melt at the commutator con- 
nections and sh:ilac begins to “fry out” of the armature aad an odor of burnt cotton begins 
to pervade the air, the safe limit has been far exceeded, and in most cases, as a matter of fact, 
serious damage is the result. To be more definite, no part of the dynamo or motor should be 
allowed to rise in temperature more than BO degrees F. above the temperature ој the surrounding 
air, excepting in the case of commutators where no solder has been used to connect the 
leads. These can be allowed to rise to a still higher temperature. 


Ques. What should be done if the brushes begin to spark 
excessively? 


Ans. First, look at the ammeter to see if an excessive amount 
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of current is being delivered; second, see if the brushes make 
good contact with the commutator, and if the latter have a bar 
too high, or too low, and an open circuit. 


Ques. What should be done if the current be excessive? 


Ans. If the current exceed the rated capacity by more than 
50 per cent., and continue for more than a few minutes, the 
main switch should be opened, otherwise the machine may be 
seriously injured. 


Ques. How does an excessive current injure a dynamo? 


Ans. By causing it to overheat which destroys the insula- 
tion of the armature, commutator, etc. 


Lubrication.— The shaft bearings of dynamos may be lubri- 
cated by sight feed oilers or oil rings. The latter method is 
almost universally used. An oil well is provided in the hollow 
casting of the pedestals as shown in fig. 931. 


Oil rings revolve with the shaft and feed the latter with oil, which is 
continuously brought up from the reservoir below. The dirt settles to 
the bottom and the upper portion of the oil remains clear for a long period, 
after which it is drawn off through the spigot and a fresh supply poured in 
through openings provided in the top. The latter are often located di- 
rectly over the slots in which the rings are placed, so that the bearings 
can be lubricated directly by means of an oil cup, if the rings fail to act 
or the reservoir become exhausted. 


Ques. What kind of oil can should be used in filling the 
reservoir, or oil cups? 


Ans. One made of some non-magnetic material such as 
copper, brass, or zinc. 


If iron cams be used, they are liable to be attracted by the field magnets, 
and thus possibly catch in the armature. 
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Ques. What is the indication of insufficient lubrication? 


Ans. The bearings become unduly heated. 


Ques. What precaution should be taken with new dy- 
namos? 


Ans. They are liable to heat abnormally and for the first 
few days they should be carefully watched and liberally sup- 
plied with oil. 





Fias. 842 and 843.—Remedies for leakage of oil {rom self-oiling bearings. If there be sufficient 
Space, a metal ring may be attached to the shaft as in fig. 842. With this arrangement 
the high speed of the shaft will carry the oil outside of the ring and throw it off in the oil 
reservoir. Another way is to insert a tin apron, as shown in fig. 843 at T. which will serve 
to drain the oil which may creep along the shaft, and also cut off the draft from the pulley 
which may suck the oil out of the bearing. Sometimes a tin fan is attached to the pulley, 
which tends to drive the oi! back into the bearing, and which also assists in keeping the 
box cool. 

` 
After a dynamo has been running for a short time under full load, its 
armature imparts a certain amount of heat to the bearings, a little more 
also to the bearing on the commutator end of shaft; beyond this there is 
no excuse for excessive heating. The latter may result from various 
causes, some of which are given with their remedies, as follows: 


1. A poor quality of oil, dirty or gritty matter in the oil; 


2. Journal boxes too tight; 
3. Rough journals, badly scraped boxes; 
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4. Belt too tight; 

5. Bearings out of line; 
6. Overloaded dynamo; 
7. Bent armature shaft. 


' Ques. What is the allowable degree of heating? 


Ans. It may be taken as a safe rule that no part of a working 
dynamo should have a temperature of more than 80? Fahr. 
above that of the surrounding air. 


Accordingly, if the temperature of the engine room be noted before ap- 
plving the thermometer to the machine, it can at once be seen if the latter 





Fic. 844.—Imaginative view of a shaft showing its rough granular structure. In operation, 
these minute irregularities interlock and act as a retarding force, or frictional resistance. 
Hence, the necessity for lubrication—a lubricant presents a thin intervening film against 
which the surfaces rub. 


be working at a safe temperature. In taking the temperature, the bulb 
of the thermometer should be wrapped in a woolen rag. The screws and 
nuts securing the different connections and cables should be examined 
occasionally, as they frequently work loose through vibration. 


Instructions for Stopping Dynamos.— When shutting down 
a machine, the load should first be gradually reduced, if possible, 
by easing down the engine; then when the machine is supplying 
little or no current, the main switch should be opened. 
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This reduces the arcing at the switch contacts, and prevents fhe 
engine racing. À 


When the volt meter almost indicates zero, the brushes should 
be raised from contact with the commutator. 


This prevents the brushes being damaged in the event of the engine 
making a backward motion, which it often does, particularly in the case 





Fig. 845.—Diagram illustrating forces acting on a dynamo armature. In the figure the normal 
field magneto-motor force is in the direction of the line 1,2, produced by the field circuit G, 
if there be no current in the armature. Now as soon as the armature current flows, it pro- 
duces the opposing force 3,4, which must be combined with 1,2 to give the resulting force to 
produce magnetism and hence voltage. The resultant 1,5, if 3,4 be large enough, does 
not differ much from the original force 1,2. Or, expressed in a more physical way, the brushes 
Е.Е, rest on the commutator and all the turns embraced by twice the angle 6,3,F, oppose 
the flow of flux through the armature core as well as all the turns embraced by twice the 
angle, 7,3,E. The remaining turns distort the flux, making the pole corners at A and B, denser, 

.and at Cand D, rarer, so that the entire effect is to kill an increase of flux, or voltage. This 
cross magnetism tends also io decrease the flow of flux, for the extra ampere turns required 
to force the flux through the dense pole tips are greater than the decreased ampere turns 
relieved by the reduction of flux at the other pole tips; this follows, since iron as it increases 
in magnetic density requires ampere- turns greater in proportion than the increase of flux. 


of a gas engine. On no account should the brushes be raised from the com- 
mutator while the machine ts generating any considerable voltage; for not 
only is. the insulation of the machine liable to be damaged, but in the 
case of large shunt dynamos, the person lifting the brushes is liable to re- 
ceive a violent shock. 
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Ques. What attention should the machine receive after it 
has been shut down? 


Ans. It should be thoroughly cleaned. 


Any adhering copper dust, dirt, etc., should be removed from the ar- 
mature by dusting with a stiff brush, and the other portions of the ma- 
chine should be thoroughly cleaned with linen rags. | 


Waste should not be used, as it is liable to leave threads or fluff on 


SERIES FIELO 
RHEOSTAT 





Fia. 846.— Resistance adjustment of compounding of dynamo. A series field rheostat is 
shunted across the series field as shown. In large machines the rheostat is usually com- 
posed of grids. In smaller machines it is in the form of resistance ribbon. For a test machine 
a piece of German silver wire is generally used, so arranged that any desired length of it 
may be connected across the series coil. If the machine be too highly over compounded, it is 
merely necessary to cut down the length of the shunt wire and so decrease its resistance. 
This allows a greater part of the load current to flow through the shunt and less through 
the series ве! The series field, therefore, wil be just so much weaker, and the voltage 
correspondingly lower. 


the projecting parts of the machine, and on the windings of the armature, 
which is difficult to remove. 


Ques. What attention should be given to the brushes and 
brush gear? 
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Ans. They should be examined and thoroughly cleaned. 


If necessary the brushes should be refitted and readjusted. All ter- 
minals, screws, bolts, etc., should be carefully cleaned and screwed up 
ready for the next run. The brush holders should receive special atten- 
tion, as when dirty, they are liable to stick and cause sparking. All dirt 
and oil should be removed from the springs, contacts, pivots, and, other 
working parts. 






=> NAILS STICK TOGETHER 
= е POLARITIBS CORRECT 


MAILS FALL APART 
POLARITIES WRONG 


It is advisable at stated 
intervals to entirely remove 
the brush holders from the 
rocker arms, and give them 
a thorough cleaning by 
taking them apart, and 
cleaning each part separa- 
tely with emery cloth and 
benzoline or soda solution. 
Frc. 847.— Nail method of testing correctness of polarity of poles. 


Another point to which particular attention should be given is the 
cleaning of the brush rocker. This being composed wholly of metal, and 
the two sets of positive and negative brushes being only separated from 
it by a few thin insulating washers, it follows that if any copper dust 
given off by the brushes be deposited in the neighborhood of these washers, 
there is considerable liability for a short circuit of the machine to occur 
by the dust bridging across the insulation. 


NOTE.—When dynamos feeding current to motors are to be shut down, the switches on 
the motors should first be opened. Otherwise some of the motor fuses will blow. As the 
voltage goes down the motors will draw more current todo the work. If a plant be shut down 
with the motor switches ''in'" it will generally be found impossible to start a shunt dynamo, 
the low resistance in the mains not allowing enough current to flow around the shunt fields 
to energize them. У 
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Ques. What further attention should be given? 


Ans. It is a good plan, when the machine has been thor- . 
oughly cleaned and all connections made secure, to occasionally 
test the insulation of the different parts. 


If a record be kept of these tests, any deterioration of the insulation can 
at once be detected, localized and remedied before it has become suffi- 
ciently bad to cause a breakdown. 


As a means of protecting the machine from any moisture, dirt, etc., 
while standing idle, it is advisable to cover it with a suitable waterproof 
cover. 


Overload of Dynamo.—It may happen, through some cause 
or other that a greater output is taken from the machine than 
it can safely carry. When this is the case, the fact is indicated 
by excessive sparking at the brushes, great heating of the arma- 
ture and other parts of the dynamo, and possibly by the slipping 
of the belt (if it be a belt driven machine), resulting in a noise. 
The causes most likely to produce overload are: 


]. Excessive voltage; 
2. Excessive current; 


NOTE.—In operating dynarnos having metal brushes, it is of importance to keep the 
commutator smooth and glossy. To accomplish this, it is necessary to keep the commutator 
and brushes clean and free from grit, and to occasionally lubricate the commutator with some 
light oil, such as ordinary machine oil. ‘Chis should be done daily if the machine be in constant 
use. Keep the brushes resting upon the commutator with just enough pressure to insure a 
good firm contact. This will be found to be much less than the springs are capable of exerting. 


NOTE.—A good method to adopt incleaning the machine is as follows: Loosen the brush 
holder thumb screws and tilt the brushes off the commutator (or, if box brush holders be used, 
take them out of their holders). Then run the machine and hold a clean cloth against the com- 
mutator. After the commutator is clean, hold against it a cloth or piece of waste moistened with 
machine oil and reset the brushes. If for any reason the brushes begin to cut or score the com- 
mutator, it may be readily detected by holding the finger against the commutator, the ridge 
may be easily felt by the finger. This should be attended to at once in the following man- 
ner: Tilt back the brushes (or if box brushes be used take them out of their holders), and hold 
lightly against the commutator a piece of No. 00 sand paper well moistened with oil, passing it 
back and forth until the surface is perfectly smooth. Then wipe off the commutator with a 
clean piece of cloth or waste and lubricate with another clean piece moistened with oil and 
reset the brushes. 
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3. Reversal of polarity of dynamo; 
4. Short circuits or grounds in dynamo, or external circuits. 


Ques. What is the indication of excessive voltage? 


Ans. It is indicated by the voltmeter, or by the brilliancy 
of the pilot lamp. 





Ета. 848.—Method of causing a compound dynamo te 
pick up. Short circuit the series winding through a 
fuse having curr.nt capacity same as that of the 
machine. If fuse do not blow, test armature for 
short circuit or open circuit. If fuse blow, and 
machine do not pick up, test shunt winding. 


Ques. What are the causes of excessive voltage? 
Ans. Over excitation of the field magnet or too high speed. 


In the former case, resistance should be introduced into the field circuit 
to diminish the current flowing therein if a shunt machine; or if a series 


NOTE.—To shut down a compound wound dynamo operating in parallel with 
others: 1, Reduce the load as much as possible by throwing in resistance with the field rheostat; 
2, throw off the load by. opening the circuit-breaker, if one be used, otherwise open the main 
dynamo switches; 3, shut down the driving machine; 4, wipe off all oil and dirt, clean the 
machine and put it in good order for the next run. If the machine be operating independently 
and no motors are connected to the circuit, close the engine throttle valve and permit the 
engine and dynamo to come to rest. Turn all resistance in the field rheostat. Open the main 
switch. Where motors are served they must be disconnected first, otherwise a loaded 
motor may stop.when the impressed voltage decreases somewhat below normal. Then, since 
its armature is not turning, it is ia effect a short-circuit and may blow fuses or make other 
trouble. 
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machine, a portion of the current should be shunted across the field coils 
by means of a resistance arranged in parallel with the series coils; or the 
same effect may be produced in both cases by reducing the speed of the 
armature if this be possible. 

If due to excessive speed, which will be indicated by a speed indicator, 
the natural remedy is to reduce the speed of the engine driving the dynamo, 
or, if this be not easily done, insert resistance into the dynamo circuit, as 


described above. 


Ques. What are the causes of excessive current? 
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Fre. 849.—Connection diagram General Electric type LD dynamo. 


Ans. If the dynamo be supplying arc lamps, the excessive 
current may possibly be caused by the bad feeding of the lamps 
If this be the case, the fact will be indicated by the oscillations 
of the ammeter needle, and the unsteadiness of the light.. 


If incandescent lamps be in the circuit, the fault may be caused by 
there being more lamps in circuit than the dynamo is designed to carry. 
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Under such circumstances, another dynamo should be switched into cir- 
cuit in parallel, or, if this be not possible, lamps should be switched off 
until the defect is remedied. 


When motors are in the circuit, sparking frequently results at the 
dynamo commutator, owing to the fluctuating load. In such cases the 
brushes should be adjusted to a position at which the least sparking occurs 
with the average load. 


Ques. What may be said with respect to reversal of polar- 
ity of dynamos? 
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Fra. 850.—Connection diagram General Electric types MCF and MDF dynamos. 


Ans. When compound or series wound dynamos are running 
in parallel, their polarity is occasionally reversed while stopping 
by the current from the machines at work. 


Loose Connections, Terminais, etc.—When any of the con- 
necting cables, terminal screws, etc., securing the different 
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circuits are loose, sparking at the brushes, as a rule, results, for 
the reason that the vibration of the machine tends to continu- 
ally alter the resistance of the various circuits to which they 
are connected. 


When the connections are excessively loose, sparking also results at 
their points of contact, and by this indication the faulty connections may 
be readily detected. When this sparking at the contacts is absent, the 
whole of the connections should be carefully examined and tested. 





SMALL CONTACT AREA 
AREA NOT SOLDERED 





ae 


fic. 851.—Break in armature circuit due to poor workmanship in soldering. If the tugs or 
risers be not perfectly tinned before attempting to solder the leads into them, the solder will 
not take hold over the entire area, and a lead may be held in place only by a thin film of 
solder on the outside surface. When the current through the armature is heavy, the contact 
area between the riser and the leads may not be sufficient to carry the necessary current 
о excessive heating. This will melt out what little solder there is, and an open circuit 
will result. 


Breaks in Armature Circuit.—If there be a broken circuit 
in the armature, as sometimes happens through a fracture of 
the armature connections, etc., there will be serious flashing 
or sparking at the brushes, which cannot be suppressed hy 
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adjusting the rocker. As a rule it results in the production of 
"flats" upon one or more bars of the commutator. 


Ques. How may such sparking be reduced without stop- 
ping the machine? 


Ans. By placing one of the brushes of each set a little in 
advance of the others, so as to bridge the gap. 


EXPLORE WITH HAND FOR 
OVERHEATED COIL 2 







FAULTY COIL 


EXTRA HOT 





Fio. 852.—'Unermal test for short circuit in armature. Run dynamo a short time or until its 
running temperature is reached. Stop machine and pass the hand over the end windings. 
The defective coil will heat much more than the other coils, and is detected by the excess 
temperature. 


Short Circuits in Armature Circuit.—This fault is indicated 
‘by sparking at the commutator, and in bad cases by an ex- 
cessive heating of the armature, dimming of the light and slip- 
ping of the belt, and in the case of a drum armature, by a sudden 
cessation of the current. 
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Short Circuits or Breaks in Field Magnet Circuit.—Either 
of these faults is liable to give rise to sparking at the commu- 
tator. If one of the coils be short circuited, the fact will be’ 
indicated by the faulty coil remaining cool while the perfect 
coil is overheated. The fault may arise through some of the 





Fig. 853.—Diehl engine type dynamo 50 k.w. 250 volts. 


connections to the coils making contact with the frame of the 
machine or with each other. To ascertain this, examine all the 
connections, and test with a battery and galvanometer. A total 
break in one or more of the field coils may readily be detected 
by means of the battery and galvanometer. 


NOTE.— The reduction in size of Diehl type K steel frames has reduced the height from 
center of shaft to ground to a minimum measurement. This is advantageous for wall and 
ceiling mounting and for direct coupling to and mounting on the same bed plate with machinery 
to be driven. It may be stated that it is usually a simple matter to rai.e the shaft height if 
necessary, but difficult and ;ometimes impossible to lower the shaft height without expensive 
construction. 
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¥1g. 854.—Diehl types LA and LB dynamo designed to meet conditions where the output is 
definitely known and which will-not be subjected to any permanent increase, However, 
they may be subjected to momentary overtoads as high as 50 per cent without injury to any 
part. 





Fic. 855.—Burke type WA motor with rail anc pulley. 
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TEST QUESTIONS 


. What examination should be made before starting 


a dynamo (or motor)? 


. What two brush adjustments are necessary? 
. Where should the brushes bear? 

. How are the brushes set by these marks? 

. Describe the pressure adjustment. 

. Give rules for direction of rotation. 

. How should the dynamo be started? 

. Describe in detail how to start: a, series; b, shunt; 


c, compound dynamos. 


. Why does a shunt dynamo sometimes fail to pick 


up? 
What should be done if the dynamo lose its residual 
magnetism? 


How does the lead vary in the different types oj 
dynamo? 


What attention should be given while running? 


excessively? 


Describe in detail lubrication system, and method 
of lubricating dynamos? 


What kind of oil should be used? 
Glve some causes of excessive heating. 
Give at length instructions for stopping dynamos. 


After shutting down a dynamo what attention 
should be given?: 
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19. What further attention should be given? 


20. What are the causes most likely to produce over- 
load? 


21. What may be said with respect to loose connections, 
terminals, etc.? 


22. Describe the causes of various kinds of short cir- 
cuits and remedy. 
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CHAPTER 27 


Coupling of Dynamos 


Series and Parallel Connections.—When it is necessary to 
generate a large and variable amount of electrical energy, as 
must be done in central generating stations, apart from the 
question of liability to breakdown, it is neither economical nor 
desirable that the whole of the energy should be furnished from 
asingle dynamo. Since the efficiency of a dynamo is dependent 
upon its output at any moment, or the load at which it is 
worked (the efficiency varying from about 95 per cent. at full 
load to 80 per cent. at half load), it is advisable in order to 
secure the greatest economy in working, to operate any dynamo 
as near full load as possible. 


Under the above circumstances, when the whole of the output is gen- 
erated by a single dynamo this can evidently not be effected, for the load 
will naturally fluctuate up and down during the working hours, as the 
lamps, motors, etc., are switched into and out of circuit; hence, although 
the dynamo may be working at full load during a certain portion of the 
day, at other times it may probably be working below half load, and 
therefore the efficiency and economy in working in such an arrangement 
is very low. 


Ques. How is maximum efficiency secured with variable 
load? 


Ans. It is usual to divid2 up the generating plant into a 
number of units, varying in size, so that as the load increases, 
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it can either be shifted to machines of larger size, or when it 
exceeds the capacity of the largest dynamo, the output of one 
can be added to that of another, and thus the dynamos actually 
at work at any moment can be operated as nearly as possible 
at full load. ~ 


Ques. What should be noted with respect to connecting 
one dynamo to another? 


BUS BARS 





Ета. 856.— Diagram showing method of coupling series dynamos in series. Rand R’, are two 
hand regulators which are placed in shunt across the coil terminals to regulate the pressure 
and output of the machine. 


Ans. It is necessary to take certain precautions (as later 
explained) in order that the other dynamos may not be affected 
by the change, and that they may work satisfactorily together. 


Ques. What are the two methods of coupling dynamos? 
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Ans. They are connected in series, or in parallel. 


In coupling dynamos in series, the current capacity of the plant is kept 
at a constant value, while the output is increased in proportion to the 
pressures of the machines in circuit. 


When connected in parallel, the pressures of all the machines are kept 
at a constant value, while the output of the plant is increased in proportion 
to the current capacities of the machines in circuit. 


Coupling Series Dynamos in Series.—Series wound dynamos 
will run satisfactorily together without special precautions 
when coupled in series, if the connections be arranged as in 
fig. 856. 


The positive terminal of one dynamo is connected to the negative ter- 
minal of the other, and the two outer terminals are connected directly to 
the two main conductors or bus bars through the ammeter A, fuse F, 
and switch S. If it be desired to regulate the pressure and output of the 
machines, variable resistances, or hand regulators R,R’, may be arranged 
as shunts to the series coils as shown, so as to divert a portion or the whole 
of the current therefrom. 


Series Dynamos in Parallel.—Simple series wound dynamos 
not being well adapted for the purpose of maintaining a con- 
stant pressure, are in practice seldom coupled in parallel; the 
conditions or working, however, derive importance from the 
fact that compound dynamos, being provided with series coils, 
are subject to similar conditions when working in parallel, 
which is frequently the case. 


Ques. What may be said with respect to coupling two or 
more plain series dynamos in parallel? 


Ans. The same procedure cannot be followed as in the case 
of plain shunt dynamos, for the reason that if the voltage of the 
dynamo to be coupled be exactly equal to that of the bus bars 
when connected in parallel, the combination will be unstable. 
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Ques. Why is this? 


Ans. ‘If, from any cause, the pressure at the terminals of 
one of the dynamos fall below that of the others, it immediately 
:takes a smaller proportion of the load. 


As a consequence, the current in its field coils is reduced, and a further 
fall of pressure immediately takes place. This again causes the dynamo 


EQUALIZER 





Fic. 857.— Diagram showing method of coupling series dynamos in parallel. In the diagram, 
A,A', are ammeters; F,F', fuses; S,S/, switches. 


to relinquish a portion of its load, and a further fall of pressure again 
occurs, Thus the process goes on, until finally the dynamo ceases to supply 
current, and the current from the other dynamos flowing in its field coils 

- in the reverse direction reverses its magnetism, and causes it to run as 
a motor against the driving power in the opposite direction to that in 
which it previously ran as a dynamo. 
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Under such circumstances the armature is liable to be destroyed if the 
fuse be not immediately blown, and in any case it is subjected to a very. 
detrimental shock. This tendency to reverse in series dynamos can be 
effectually prevented by connecting the field coils of all the dynamos in 
parallel. 


Ques. How are the field coils of all the dynamos con- 
nected in parallel? 


Ans. This is effected in practice by connecting the ends of 
all the series coils where they join on to the armature circuit by 
a third connection, called the ''equalizing connection" or 
"equalizer," as shown in fig. 857. 


Ques. What is the effect of the equalizer? | 


Ans. The immediate effect is to cause the whole of the cur- 
rent generated by the plant to be divided among the series coils 
of the several dynamos in the inverse ratio of their resistance, 
without any regard as to whether this current comes from one 
armature, or is divided among the whole. 


Тће fields of the several dynamos being thus maintained constant, or 
at any rate being caused to vary equally, the tendency for the pressure 
of one dynamo to fall below that of the others is diminished. 


Shunt Dynamos in Series.—The simplest operation in con- 
nection with the coupling of dynamos, and the one used prob- 
ably more frequently in practice than any other, is the coupling 
of two or more shunt dynamos to run either in series or in 
parallel. ' 

When connected in series, the positive terminal of one machine 
is joined to the negative of the other, and the two outer terminals 
are connected through the ammeter A, fuses Е, Е', and switch S, 
to the two main conductors or omnibus bars as represented in 
fig. 858. 
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The machine will operate when the connections are arranged in this 
manner, if the ends of the shunt coils be connected to the terminals of 
their respective machines. 


Shunt Dynamos in Parallel.—The coupling of two or more 
shunt dynamos to run in parallel is effected without any diffi- 
culty. This method of coupling dynamos is one that is very 
frequently used. Fig. 859 illustrates diagrammatically the 
method of arranging the connections. 


BUS BARS 





Fig. 858.—Diagram showing method of coupling shunt dynamos in series. ‘he ends of the 
shunt coils may be connected to the terminals of their respective machine, or they may be 
connected in series as shown. 


` 


The positive and negative terminals of each machine are con- 
nected respectively to two massive insulated copper bars, shown at 
the top of the diagram, called omnibus bars, through the double 
pole switches S,S’, and the double pole fuses F,F’. 


Ammeters A,A’,are inserted in the main circuit of each machine, and serve 
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eee. 


to indicate the amount of current generated by each. An automatic switch 
or cut out, AC, AC’, is also snown as being included in the main circuit of 
each oí the machines, although this appliance is sometimes dispensed with. 


The pressure of each of the machines is regulated independently by 
means of the hand regulators R,R', inserted in series with the shunt circuit. 


The shunt circuits are represented as being connected to the positive 
and negative terminals of the respective machines, but in many cases 
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Fic. 859.—Diagram showing method of coupling shunt dynamos in parallel. 


where the load is subjected to sudden variations, and when a large num- 
ber of machines is connected to the bus bars, the shunt coils are frequently 
connected direct to these. In such circumstances this method is prefer- 
able, as by means of it the fields of the idle dynamos can be excited almost 
4t once direct from the bus bars by the current from the working dy- 
nainos; hence, if a heavy load come on suddenly, no time need be lost in 
building up a new machine previous to switching it into parallel. The 
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pressure of the lamp circuit is given by a volt meter, whose terminals are 
placed across the bus bars; and the pressure at the terminals of each of 
the machines is indicated by separate volt meters or pilot lamps, the ter- , 
minals of which are connected to those of the respective machines. 


Ques. Describe a better method of parallel connection. 


Ans. Better results are obtained by connecting both the 
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Fic. 860.— Connections for two shunt dynamos to run on the three wire system. The two 
machines are connected in series, three wires being carried from them one from the 
outside pole of each machine and one from the junction of the two machines. The voltage 
between the outside wires is equal to the combined voltage of the two machines and the 
voltage between the outside and the central or neutural wire is equal to the voltage of the 
corresponding machine. If the load on each side of the system be equal, there will be no 
current in the neutrai wire, while if the loads be unequal, the neutral wire will have to carry 
the difference in current between the two outside wires. 


shunt coils in series with one another, so that they form one long 
shunt between the two main conductors, the same as in fig. 858. 
When arranged in this way, the regulation of both machines may be 


effected simultaneously by inserting a hand regulator R, in series with 
the shunt circuit as represented. 
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Switching Dynamo Into and Out of Parallel.—In order to 
. put an additional dynamo in parallel with those already work- 
ing, it is necessary to run the new dynamo up to full speed, and, 
when it exciles, regulate the pressure by means of a hand regulator 
until the voltmeter connected to the terminals of the machines teg- 
isters one or two volis more than the voltmeter connected to the 
lamp circuit, and then close the switch. The load upon the 
machine can then be adjusted to correspond with that upon the 
other machines by means of the hand regulator. 


Ques. In connecting a shunt dynamo to the bus bars 
must the voltage be carefully adjusted? 


Ans. There is little danger in overloaaing the armature in 
making the connection, hence the pressure need not be accu- 
rately adjusted. 


It is, in fact, common practice in central stations to judge the voitage 
of the new dynamo merely by the appearance of its pilot lamp. 


Ques. How is a machine cut out of the circuit? 


Ans. When shutting down a machine, the load or current 
must first be reduced, by gradually closing the stop valve of the 
engine, or inserting resistance into the shunt circuit by means 
of the hand regulator; then when the ammeter indicates nine 
or ten amperes, the main switch is opened, and the engine 
stopped. 


By following this plan, the heavy sparking at the switch contacts is 
avoided, and the tendency for the engine to race, reduced. 


Ques. What precaution must be taken in reducing the 
current? 


Ans. Care must be taken not to reduce the current too 
much. . 
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Ques. Why is this necessary? 


Aus. There is danger that the machine may receive a re- 
verse current from the other dynamos, resulting in heavy 
sparking at the commutator, and in the machine being driven 
as a motor. 


Ques. What provision is made to obviate this danger? 


Ans. Dynamos that are to be run in parallel are frequently 
provided with automatic cutouts, set so as to automatically 
switch out the machine when the current falls below a certain 
minimum value. 


Dividing the Load.—If a plant, composed of shunt dynamos 
running in parallel, be subjected to variations of load, gradual 
or instantaneous, the dynamos will, if they all have similar 
characteristics, each take up an equal share of the load. 

If, however, as is sometimes the case, the characteristics of 
the dynamos be dissimilar, the load will not be shared equally, 
the dynamos with the most drooping characteristics taking less 
than their share with an increase of load, and more than their 
share with a decrease of load. 

If the difference be slight, it may be readily compensated by 
means of the hand regulator increasing or decreasing the pressures 
of the machines, as the load varies. 

If, however, the difference be considerable, and the fluctua- 
tions of load rapid, it becomes practically impossible to evenly 
divide the load by this means. 

Under such circumstances, the pressure at the bus bars is 
liable to great variations, and there is also liability of blowing 
the fuses of the overloaded dynamos, thus precipitating a 
general breakdown. To cause an equal division of the load 


among all the dynamos, under such circumstances, it is necessary 
1 
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to insert a small resistance in the armature circuits of such 
dynamos as possess the straightest characteristics, or of such 
dynamos as take more than their share of an increase of load. 


By suitably adjusting or proportioning the r2sistances, the pressures at 
the terminals of all the machines may be made to vary equally under all 
variations of load, and each of the machines will then take up its proper 
share of the load. 

Coupling Compound Dynamos in Series.—Since compound 
dynamos may be regarded as a combination of the shunt and 


BUS BARS + 


сане -- 





RHEOSTAT 


Ета. 861.—Coupling compound dynamos in series; short shunt connection. The dotted lines 
indicate the changes that would he made for Jong shunt connection. 


series wound machines, and as no special difficulties are en- 
countered in running these latter in series, analogy at once 
leads to the conclusion that compound dynamos under similar 
circumstances may be coupled together with equal facility. 


Ques. How are compound dynamos connected to operate 
in series? 
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Ans. The series coils of each are connected as in fig. 856, 
and the shunt coils are connected as a single shunt as in fig. 
858, which may either extend simply across the outer brushes 
of the machines, so as to form a double short shunt, or may 
be a shunt to the bus bars of external circuit, so as to form a 
double long shunt. 


Compound Dynames in Parallel.—Machines of this type 
will not run satisfactorily together in parallel unless all the 
series coils are connected together by an equalizing connection, 
as in series dynamos. 

The method of arranging the connections as adopled in practice ts illustrated 


in fig. 862. By means of it idle machines are completely disconnected 
from those at work. 


Ques. How is the equalizer connected? 


Ans. The equalizer is connected direct to the positive 
brushes of all the dynamos, a three pole switch being fitted for 
disconnecting it from the circuit when the machine to which 
it is connected is not working. The two contacts of the switch 
are respectively connected to the positive and negative con- 
ductors, while the central contact is connected to the equalizer. 


Switching a Compound Dynamo Into and Out of Parallel.— 
If the characteristics of all the dynamos be similar, and the 
connections arranged as in figs. 862, or 863, the only precaution 
to be observed in switching a new machine into parallel is to 
have its voltage equal, or nearly equal to that of the bus bars 
previous to closing the switch. If this be the case, the new 
machine will take up its due share of the load without any 
shock. 


Ques. How is a compound dynamo, running in parallel, 
cut out of eircuit? 
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Ans. The load is first reduced to a few amperes, as in the 
case of shunt dynamos, either by easing down the engine, or 
by cutting resistance into the shunt circuit by means of the 
hand regulator, and then opening the switch. 
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Fie. 862.—Diagram showing method of coupling compound dynamos in parallel. 


Previous to this, however, it is advisable to increase the voltage at the 
bus bars to a slight extent, as while slowing down the engine the load 
upon the outgoing dynamo is transferred to the other dynamo armatures, 
and the current in their series coils not being increased in proportion, the 
voltage at the bus bars is conseauentlv reduced somewhat. 





634 Coupling of Dynamos 


Equalizing the Load.— When a number of compound dyna- 
mos of various output, size, or make, are running together in 





Fic. 963.—Diagram showing another and better method of coupling compound dynamos in 
parallel. With this arrangement, the idle machines are completely disconnected from 
those at work. The same reference letters are common in both diagrams. S,S', are switches; 
FF’, fuses; A,A’ ammeters, which indicate the total amount of current generated by each 
of the machines; AC, AC’, automatic switches, arranged for automatically switching out 
a machine in the event of the pressure at its terminals being reduced through any cause; 
R,R', are hand regulators; inserted in the shunt circuits of each of the machines, by means 
of which the pressures of the individual machines may be varied and the load upon each 
adjusted. The pressure at the bus bars is given by the voltmeter V, one terminal of which 
is connected to each of the bars; a sccond voltmeter may be used, to give the pressure of 
any individual machine, by connecting “voltmeter keys” to the terminals of each of the 
machines, or a separate voltmeter may be used for cach individual machine. The only 
essential difference between figs. 862 and 863 is, that in fig. 862 the equalizer is connected 
direct to the positive brushes of all the dynamos, while in fig. 863 the equalizer is brought 
up to the switchboard and arranged between the two bus bars, a switch being fitted for 
disconnecting it from the circuit when the machine to which it is connected is not working. 
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parallel, it frequently happens that all their characteristics are 
not exactly similar, and therefore the load is unequally dis- 
tributed, some being overloaded, while others do not take up 
their proper share of the work. 

If the difference be small, it may be compensated by means 
of the hand regulator; if large, however, other means must be 
taken to cause the machines to take up their due proportion of 
the load. ' 

If the series coils of the several dynamos be provided with 
small adjustable resistances, in the form of German silver or 
copper ribbon inserted in series with the coils, the distribution 
of the current in the latter may be altered by varying the re- 
sistance attached to the individual coils. The effect of the 


NOTE.—The action of an equalizing bar in equalizing the load on compound dynamos 
run in parallel may be explained as follows: The compound winding of a dynamo raises the 
pressure in proportion to the current flowing through it, and if, in a system of parallel operated 
compound dynamos without the equalizing connection, the current given by one machine were 
slightly greater than the currents from the others, the pressure of that machine would increase. 
With this increase in pressure above the other machines, a still greater current would flow, and 
so raise the pressure further. The effect is therefore cumulative, and in time the one dynamo 
would be carrying too great a proportion of the whole current of the system. With the equal- 
izing connection, whatever the current flowing from each machine, the currents in the various 
compound windings are all equal, and so the added pressure due the compound winding is 
practically the same in each machine. Any inequality in output from the machines is readily 
eliminated by adjusting the shunt currents by means of the shunt rheostats. When compound 
wound dynamos are operated in parallel, the equalizer bar insures uniform distribution among 
the series coils of the machines. 


NOTE.—To secure the best results in parallel operation, dynamos should be of the 
same design and construction and should possess as nearly as possible the same characteristics; 
that is, each should respond with the same readiness, and to the same extent, to any change 
in its field excitation. Any number of such machines may be operated in parallel. 


NOTE.—The usual practice is to connect the equalizer and the series field to the positive 
terminal, though if desired, they may be connected to the negative terminal; both however, 
must be connected to the same terminal. The resistance of the equalizer should be as low as 
possible, and it must never be greater than the resistance of any of the leads from the dynamos 
to the bus bar. Sometimes a third wire is run to the switchboard from each dynamo and there 
connected to an equalizer bar, but the usual practice is to run the equalizer directly between 
the dynamos and to place the equalizer switches on pedestals near the machines. This shortens 
the connections and leads to better regulation. The positive and equalizer switches of each 
machine differ in pressure only by the slight drop in the series coil, and in some large stations 
these two switches are placed side by side on a pedestal near the machine. In such cases, the 
equalizer and positive bus bars are often placed under the floor near the machines, so that all 
leads may be as short as possible. If all the dynamos be of equal capacity, all the leads to bus 
bars should be of the same length, and it is sometimes necessary to loop some of them. 
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Fro. 864.—Diagram showing method of coupling a compound dynamo with one or more 
machines using a siugle pole and a two pole switch. 


EQUALIZER BUS 





Fic. 865.—Diagram showing method of coupling a compound dynamo with one or more 
machines using a three pole switch. 
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series coils upon the individual armatures in raising the press- 
ure may be adjusted, and the load thus evenly divided among 
the machines. 


Shunt and Compound Dynamos in Parallel.—It is not prac- 
ticable to run a compound dynamo and a shunt dynamo in 
parallel, for, unless the field rheostat of the shunt machine be 
adjusted continually, the compound dynamo will take more 
than its share of the load. 


TEST QUESTIONS 


. Name two methods of connecting dynamos. 
. Describe at length: a, series; b, parallel methods of 


connecting dynamos. 


. How is maximum efficiency secured with variable 


load? 


. What results are obtained with: a, series; b, par- 


allel connections? 


. What can be said about coupling series dynamos 


in series? 


. How are series dynamos coupled in parallel? 
. Explain the application of an equalizer. 
. Explain in detail how shunt dynamos are con- 


nected: a, in series; b, in parallel. 


. Describe the approved parallel connection. 
. Describe the method of switching the dynamo into 


and out of parallel. 
How is the load divided? 
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12. 


13. 
14. 


15. 


16. 
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How are compound dynamos coupled in: a, series; 


b, parallel? 
How is the equalizer connected? 


Describe the method of switching compound dy- 
namos into and out of parallel. 


How is the load equalized in compound dynamos 
connected in parallel? 


How are best results secured in parallel operation? 


Dynamo Fails to Excite 639 








CHAPTER 28 


Dynamo Fails to Excite 


This trouble is of frequent occurrence in both old and new 
machines. If a dynamo fail to excite, the operator should first 
see that the brushes are in the proper position and making good 
contact, and that the external circuit is open if the machine be 
shunt wound, and closed, if series wound. 


In starting a dynamo it should be remembered that shunt and compound 
machines require an appreciable time to build up, hence, it is best not 
to be too hasty in hunting for faults. 


The principal causes which prevent a dynamo building up are: 


. Brushes not properly adjusted; 

. Defective contacts; 

. Incorrect adjustment of regulators; 
. Speed too low; 

. Insufficient residual magnetism; 

. Open circuits; 

. Short circuits; 


чс соль оо ко на 


a. In external circuits; 
ђ. In dynamo. 


8. Wrong connections; i 
9. Reversed field magnetism. 
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Brushes Not Properly Adjusted.—If the brushes be not in 
or near their correct positions, the whole of the voltage of the 
armature will not be utilized, and will probably be insufficient 
to excite the machine. 


If in doubt as to the correct positions, the brushes Should be rotated 
by means of the rocker into various points on the commutator, sufficient 
time being given the machine to excite before moving them into a new 
position. 






COMMUTATING PLANE 


COMMUTATOR ROCKER RING 


^" ROCKER 
HANDLE 


|^ ——SCREW 
ADJUSTMENT 


Fic. 866.— Brush adjustment for proper commutation. The brushes are usually attached to 
a rocker ring so that they may be brought into the corre.t radial position or commutating 
plane by means of handle L, in small machines, or by screw gear F, in large machines. 


Defective Contacts.—If the different points of contact of the 
connections of the machine be not kept thoroughly clean and 
free from oil, etc., it is probable that enough resistance will be 
interposed in the path of the exciting current to prevent the 
machine building or exciting. Each of the contacts should, 
therefore, be examined, cleaned, and screwed up tight. ` 
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Ques. Which of the contacts should receive special at- 
tention? 


Ans. The contact faces of the brushes and surface of the 
commutator. 


These are very frequently covered with a slimy coating of oil and dirt, 
which ir quite sufficient to prevent the machine exciting. 











| МО CONTACT 
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Е105. 867 to 870.—Defective contact of brushes due to face not being true. 


Incorrect Adjustment of Regulators.— When shunt and com- 
pound machines are provided with field regulators, it is pos- 
sible that the resistance in circuit may be too great to permit 


\ 
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the necessary strength of exciting current passing through the 
field windings. Accordingly, the fault is corrected by cutting 
out more or less of the resistance. 


The field coils of series machines are sometimes provided with short 


circuiting switches or resistances arranged to shunt the current across the 
field coils. 


If too much of the current be shunted across, the switch should be 
opened, or if there be a regulator, it should be so adjusted that it will 
pass enough current through the field windings to excite the machine. 







Speed Too Low.—In shunt and compound 
dynamos there is a certain critical speed below 
which they will not excite. 


MAKE MOMENTARY CONTACT 






*:c. 871.—Method of testing for break by 
short circuiling the terminals of the machine. 
If the external circuit test out app@rently all right, and there be no defective contacts in any 
part of the machine, and all short circuiting switches, etc., be cut out of circuit, the machine 
still refusing to excite, short circuiting the terminals of the machine should be tried. This 
should be done very cautiously, especially in case of a high tension machine. It is advis- 
able to have, if possible, only a portion of the load in circuit, and the short circuit should 
be effected as shown in the figure. The short circuit may be made by momentarily bridg- 
ing across the two terminals of the machine with a single piece of wire. As this, however, 
is liable to burn the terminals, a better plan is to fix a short piece of scrap wire in one terminal, 
and then with another piece of insulated wire make momentary contacts with the other 
terminal and the short piece of wire. If the machine excite, 1t will be at once evident by 
the arc which occurs between the two pieces of wire. As the voltage of a series machine 
when induced to build in this manner generally rises very rapidly, great care should be 
taken that the contact is at first only momentary, merely a rubbing or scraping touch of 
the wires. The contact may be prolonged if the machine do not excite at the first contact. 
Compound wound machines can often be made to excite quickly by short circuiting their 
terminals in this manner. 
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If the normal speed of the machine be known, it can be seen whether 
the failure to excite arises from this cause, by measuring the speed of the 
armature with a speed indicator. In all cases it is advisable, if the machine 
do not excite in the course of a few minutes, to slightly increase the speed. 
As soon as the voltage rises, the speed may be reduced to its regular rate. 


Insufficient Residual Magnetism.—This fault is not of fre- 
quent occurrence; it takes place chiefly when the dynamo. is 
new, and may be remedied by passing the current from a few 








B 
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“iq. 872.—Method of overcoming insufficient residual magnetism. "The flexible “lead” L of 
the dynamo D, is disconnected from the positive terminal of the machine, and is connected 
to the negative or zinc pole of the battery B, the other or positive carben pole being con- 
nected to the terminal, from which the lead was removed, and shunt circuit S. As thus 
arranged, it will be seen that the battery B, is in series with the armature and shunt circuit, 
and therefore its voltage will be added to any small voltage generated in the armature. 
When the machine is started, the combined voltages will probably be able to send sufficient 
current through the shunt to excite the machine. As the voltage rises and the strength 
of the current in the shunt windings increases, the flexible lead may be again inserted into 
the terminal from which it was removed. The battery will thus be short circuited, and 
may be cut out of circuit without any danger of breaking the shunt circuit, and thus caus- 
ing the machine to demagnetize. 


EN 
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storage cells, or from another dynamo, for some time in the 
proper direction through the field coils. If a heavy current, 
such as is obtainable from a storage battery, be not available, 
and the machine be shunt or compound wound, a few primary 
cells arranged as in fig. 872 will generally suffice. 


Open Circuits.—Dynamos are affected by open circuits in 
different ways, depending upon the type. Series machines re- 
quire closed circuit to build up, while an open circuit is neces- 
sary with the shunt machine. 

An open circuit may be due to: 


Broken wire or faulty connection in the machine; 
Brushes not in contact with commutator; 

Safety fuse blown or removed; 

Circuit breaker open; 

Switch open; 

External circuit open. 


D OM UE 


If the trouble be due merely to the switch or external circuit being 
open, the magnetism of a shunt machine may be at full strength, and the 
machine itself may be working perfectly, but if the trouble be in the ma- 
chine, the field magnetism will probably be very weak. 


Open circuits are most likely to occur in: 


1. The armature circuit; 
2. The field circuit; 
3. The external. circuit. 


When the open circuit is due to the brushes not making good contact, 
simple examination generally reveals the fact. 


Ques. What causes breaks in the field circuit? 


Ans. Bad contacts at the terminals, broken connections, or 
fracture of the coil windings. 
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Ques. How is the field circuit tested for breaks? 


Ans. The flexible leads attached to the brushes are removed 
from their connections with the field circuit, and the latter is 
then tested for conductivity with a galvanometer. 


Ques. Where is a break likely to occur in a shunt ma- 
chine? ' 


FRAME OF DYNAMO 





re. 873.—Method of testing dynamo for short circuits. Jn the figure, one pole of the battery 
B, is placed in contact with the frame of the machine at a point which has previously been 
well scraped and cleaned; the other pole is connected to one of the galvanometer terminals 
as shown. The other terminal of the galvanometer is connected to each of the dynamo 
terminals TT, under test in turn. If a deflection of the needle be produced when. the gal- 
vanometer terminal is 1n contact with either, the terminals are in contact with the frame, 
and they should then be removed, and the fault repaired by additional insulation or by 
reinsulating. 


Ans. In the hand regulator through a broken resistance coil 
or bad contact. 


Very frequently the fault occurs in the connecting wires leading from 


the machine to the hand regulator fixed upon the switchboard, or in the 
short wires connecting the field coils to the terminals or brushes. 


hs а A SARA 
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The insulation of a broken wire will sometimes hold the two ends to- 
gether so as to defy any but the most careful inspection or examination; 
therefore, in order to avoid loss of time, it is advisable to disconnect the 
wires if possible, and test each separately for conductivity with a battery 
and electric bell connected as in fig. 874. If the fault be not located 
in the various connections, the magnet coils should be tested with a 
galvanometer, battery and resistance box coupled up as in fig. 882, care 
being first taken to disconnect the ends of each of the coils. 


INSULATION 


BELL DOES 
NOT RING 





Fig. 874.— Test for break in insulated wire with bell and dry cell. Connect bell and dry 
cell in series and to ends of the wire to be tested by leads L and F. If the bell do not ring 
there is a break in the wire. 


Ques. At what point of a shunt coil does a break usually 
occur? 


Ans. At the point where the wire passes through the flanges 
of the spool or bobbin. 


Ques. How should the coil be repaired? 
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Ans. In most cases a little of the wood or metal of which 
the flange is made can be gouged or chipped out, and a new 
connecting wire soldered on to the broken end of the coil with- 
out much difficulty. 


If it be necessary to take the magnets apart at any time, care should 
be taken in putting them together again to wipe all faces perfectly clean, 
and screw up firmly into contact, and to see that the connections of the 
coils are made as they were before being taken apart. 


If the faulty coil cannot be repaired quickly, and the machine is ur- 
gently required, the coil may be cut out of circuit entirely, or short cir- 
cuited. and the remaining coils coupled up so as to produce the correct 
polarity in the pole pieces. 





— зала e S 
Fic. 875.— Watson armature discs. Each lamination is made from low carbon electrical steel 
of high magnetic permeability. Each disc is annealed and afterwards varnished. 


Ques. What trouble is liable to be encountered in operat- 
ing after cutting out a coil? 


Ans. The remaining coils are liable to heat up to a greater 
extent than formerly, owing to the increased current. 
. It is advisable to proceed cautiously in starting the dynamo, since the 


temperature may exceed a safe limit. If this occur, a resistance may be 
put in circuit with the field coils, or the speed of the dynamo reduced. 


Ques. What kind of dynamo is affected by breaks in the 
external circuit? 


Ето. 877.—Сепегаі Electric 


pedestal type commutator 
truing device. "When this 
device is used, the armature 
is revolved in its own bear- 
ings by means of a handle 
clamped to the pulley. The 
tool has a horizontal travel 
of 21 ins. (being 3ins. wide 
inside the fastening bolt in 
the base), and a vertical 
adjustment of 12 ins., 
adapting it to machines 
with commutators up to 36 
ins. in diameter. 


Fre. 876.—General Electric 
yoke type commutator tru- 
ing device for machines 
having brush mechanism 
mounted on a yoke carried 
by the field frame. Zé con- 
sists of a carriage for the 
tool holder having a screw 
feed and a bracket for at- 
taching to the brush yoke. 
The bracket replaces two 
brush holder brackets on 
the brush yoke, and is made 
to fit the yoke of the par- 
ticular machine on which 
it is to be used. 
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Ans. A series dynamo. 


Ques. Name the kind of break that is difficult to locate. 
Ans. A partial break. 
Short Circuits.—In a series or compound dynamo a short 


circuit or heavy load will overload the machine and cause the fuses 
to blow. 


QUT OF CONTACT 





Fics. 878 and 879.—Partial break. An insulated conductor which is broken at some point, 
may, due to vibration or other cause, frequently change its position with result that the 
current will be broke. when in some position as at L, or in contact when in some other po- 
sition as at F. In the illustrations the insulation is cut away at L and F to show more clearly 
the partial break. 


A shunt machine will not excite under these circumstances, 
for the reason that practically the whole of the current gener- 
ated in the armature passes direct to the external circuit, and 
the difference of pressure between the shunt terminals is 
practically nil. 


Ques. What should be done if it should be suspected that 
the failure to excite arises from the cause just mentioned? 
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Ans. The main leads should be taken out of the dynamo 
terminals, then, if due to this cause, the machine will excite. 


Ques. What parts of a dynamo are specially liable to be 
short circuited? i 


Ans. The terminals, brush holders, commutator, armature 
coils and field coils. 





m WMT. 
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Fra. 880. — Watson field coils. Automatic machinery is employed to wind these coils; after 
winding, they are bound with tape, then baked to expel all moisture, and while hot, are 
saturated with an insulating compound and again baked for twelve hours to make them 
practically oil and water proof. Heavy flexible leads are brought out to avoid danger of 
breaking or other damage. 


Ques. How are the terminals liable to be short circuited? 


Ans. The terminals of the various circuits of the machine 
are liable to be short circuited, either through metallic dust 
bridging across the insulation, or through the terminals making 
direct contact with the frame of the machine. 
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Ques. What precaution should be taken with the brush 
holders? 


Ans. Since they are liable to be short circuited through the 
rocker by metallic dust lodging in the insulating washers, they 
should be kept clean. 


Ques. How are the brush holders tested? 


Ans. A galvanometer and battery are connected in series 
with one terminal of the galvanometer connected to one set of 





Fre. 881.—Field coil testing with telephone receiver. In the method here shown, a telephone 
receiver is connected in series with two symmetrically placed coils A and B. Very little 
sound will be heard when the flux through the two coils AB, is the same; but if a short- 
circuited coil is being tested, the fluxes through the coils A,B, will not be equal and a noise 
can be heard in the receiver. . 

brushes; the unconnected terminal of the battery is then con- 

nected with the other set of brushes. A deflection of the needle 


will indicate a short circuit. 


Ques. What is the effect of a short circuit in the field coils 
or field circuit? 


Ans. The machine generally refuses to excite. 


Ques. How are the field coils tested for short circuit? 
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Ans. By measuring the resistance of each coil with an ohm- 
meter or Wheatstone bridge. 


The faulty coils will show a much less resistance than the perfect coils. 
The fault may also be discovered and located by passing a strong current 
from a battery or another dynamo through each of the coils in turn, and 
observing the relative magnetic effects produced by each upon a bar of 
iron held in their vicinity. 





FIELD COIL 


GALVANOMETER 


RESISTANCE 
вох 


BATTERY 


TWO WAY 
KEY 


Fie. 882.—Method of testing field coils for short circuit with galvanometer and resistance 
box. Connect as shown. In testing, first note deflection with field coil in circuit, then press 
key so that the current will pass through the resistance box, and adjust the resistance in 
the box so that the deflection of the galvanometer is about the same as with the field coil. 
Now switch from one circuit to the other, changing the resistance in the box until equal 
deflections are obtained. When this obtains, the resistance in the box is the same as the 
resistance of the field coil. 


The short circuit may be in the terminals or connections, and these 
should first be examined and tested. 


Some series dynamos are provided with a resistance, arranged in parallel 


Dynamo Fails to Excite : 653 








COMMUTATING MAU 


WRONG ADJUSTMENT 
OF BRUSHES 


24 


Ета. 883.—Dynamo fails to excite due to wrong adjustment of brushes. If in doubt as to the 
correct positions, the brushes should be rotated by means of the rocker into various points 
on the commutator, suiticient time being given the machine to excite before moving them 
into a new position. , 3 






WRONG ADJUSTMENT 
OF FIELO 
ЯНЕОЗТАТ 


Fie. 884.—Dynamo fails to excite due to wrong adjustment of the field rheostat. The resist- 
ance in circuit may be too great to allow of the necessary strength of exciting current passing 
through the field windings. Therefore, before starting, remove by cutting out or short cir- 
cuiting the whole of the resistance coils from circuit. 


654 Dynamo Fails to Excite | 


or shunt with the field coils, to divert a portion of the current therefrom, 
and thus regulate the output. 


When making a series dynamo excite, all resistances and controlling 
devices should be temporarily cut out of circuit by opening the shunt 
circuit. Series machines frequently have a switch which short circuits the 
field coils. Care should be taken that this is open, or otherwise the ma- 
chine will not excite. 


Wrong Connections.— When a machine is first erected, the 
failure to build up may be due to incorrect connections, The 










S 


REVERSED ^ 
CONRECTION 


WRONG 


Fras. 885 and 886.—Method of connecting polarity of field coils by reversing connections. 


whole of these latter should therefore be traced or followed 
out, and connected properly in the case of wrong connections. 


Sometimes errors are made in connecting the field coils, causing them 
to act in opposition. This may occur when the dynamo is a new one or 
the coils have been removed for repairs, It may be caused either through 
the coils having been put on the field cores the wrong way, or through 
incorrect coupling up. Under these circumstances, the dynamo, if bi- 
polar, will fail to excite; and if multipolar, poles will be produced in the 
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yokes, etc. It may be remedied by removing one of the coils from the 
.core and putting it on the reverse way, or by reversing its connections. 
The correctness of connections of all the coils should lg verified. 


In compound dynamos it sometimes happens that the machine will 
excite properly, but that the series coils tend to reverse the polarity of 
the dynamo, thus reducing the voltage as the load upon the machine 
increases. This may be detected when the machine is loaded by short 
circuiting the series coils, not the terminals. If the voltage rise in doing 
this, the series coils are acting in opposition to the shunt coils, and the 
connections of the sertes coils must be reversed. 


Reversed Field Magnetism.—This is sometimes caused by 
the nearness of other dynamos, but is generally due to re- 
versed connections of the field coils. Under such conditions the 
field coils tend to produce a polarity opposed to the magnetiza- 
tion to which they owe their current, and therefore the ma- 
chine will refuse to excite until the field connections are re- 
versed, or a current is sent from another dynamo or a battery 
through the field coils in a direction to produce the correct 
polarity in the pole pieces. 


TEST QUESTIONS 


1. Give numerous reasons why dynamo fails to excite. 
2. Why should the brushes be properly adjusted? 

3. What is the effect of defective contacts? 

4. Why should the brushes be given special attention? 
5. What attention should be given to regulators? 

6 


Why should the speed not be too low in shunt and 
compound dynamos? 


7. What is the effect of insufficient residual magnet- 
Zen 
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8. How are dynamos affected by open circuits? 
9. What are the usual causes of open circuit? 
10. Where are open circuits most liable to occur? 
11. What causes breaks in the field circuit? 
12. How are coils prepared? 
13. What trouble is encountered with partial breaks? 
14. What kind of dynamo is affected by breaks in the 
external circuit? 
15. How are brush holders tested? 
16. What may be said with respect to wrong connec- 
| tions? 
17. What sometimes causes reversed field magnetism? 
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СНАРТЕК 29 


Armature Troubles 


Faults and Their Causes.—4A large proportion of the mis- . 
haps and breakdowns which occur with dynamos and motors 
arise from causes more strictly within the province of the man 
in charge than in that of the designer. The armature, being a 
complex and delicately built structure, is subject in operation 
to various detrimental influences giving rise to faults. 


Many of the faults which occur are avoided by operators better in- 
formed as to the electric and magnetic conditions which obtain in the 
running of the machine, especially the mechanical stresses on the copper 
inductors due to the magnetic field and the necessity of preserving proper 
insulation. 


'The chief mishaps to which armatures are subject are as 
follows: 


1. Short circuits; 


. In individual coils; 

Between adjacent coils; 
Through frame or core; 

. Between sections of armature; 
Partial short circuits. 


у арте 


2. Grounds; 
3. Breaks in armature circuit. 
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Short Circuit in Individual Coils.—This is a common fault, 
which makes its presence known by excessive heating of the 
armature, flashing at the commutator, flickering of the light 
on lighting circuits, and by a smell of burning varnish or over- 
heated insulation. When these indications are present, the 
machine should be stopped at once, otherwise the armature is 
liable io be burnt out. 


GALVANOMETER LL ЈОГ 
и B 








(OR VOLTMETER) 


ГА 
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Fie. 887.— Method of locating short circuited armature coil. Disconnect the external and field 
circuits from the armature, and pass a large current—say from 20 to 100 amperes—from a 
battery B, or another dynamo through the whole armature by meens of the brushes. 
Then, having previously well cleaned the commutator, measure the difference of pressure 
between adjacent segments all round the commutator C, by means of a voltmeter or 
galvanometer G, the terminals of which are connected to adjacent segments, as shown. 
The short circuited coil or coils will be located by the difference of pressure between the 
corresponding segments being litule or nothing. It may be remarked, however, that this 
is not always a decisive test. In some cases the short circuit may be intermittent, or may 
disappear as soon as the armature ceases to rotate. In such cases, the short circuit is caused 
by the wire coming into contact through the action of the centrifugal forces developed by 
the rotation of the armature. 


The fault is due either to metallic dust lodging in the insulation between 
adjacent bars of the commutator, or to one or more convolutions of the 
coils coming into contact with each other, either through a metallic filing 
becoming embedded in the insulation or damage to the insulation. 


Ques. How is the faulty coil located? 
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Ans. When the machine is stopped, the faulty coil, if not 
burnt out, can generally be located by the baked appearance of 
the varnish or insulation, and by its excessive temperature over 
the rest of the coils. 


Ques. What should be done if the machine do not build, 
and it be suspected that the fault is due to short circuited 
armature coils? 





TELEPHONE 
псе 





Fic. 888.—Test for break in armature lead. Clean the brushes and commutator, and apply 
current from a few cells of battery having a telephone receiver in circuit as shown in the 
figure. 1f the machine have more than two brushes, connect the leads to two adjoining 
brushes and raise the others. Now rotate the armature slowly by hand and there will bea 
distinct click in the receiver as each segment passes under the brushes until one brush bears 
on the segment at fault, when the clicking will cease. In making this test, the brushes must 
not cover more than a single segment. 


Ans. The field magnets should be excited by the current 
from a storage battery or another dynamo, and, having raised 
the brushes from contact with the commutator, the armature 
should be run for a short time. In stopping, the faulty coil 
.or coils may be located by the heat generated by the short 
circuit. 


== 
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When the dynamo is started for the purpose of localizing a short cir- 
cuit, precautions should be taken, and the machine only run for a few 
minutes at a time until the faulty coil is detected. 


When the faulty coil has beer located, the insulation between the seg- 
ments of the commutator to which its ends are connected should be care- 
fully examined for anything that may bridge across from segment to 
segment, and scraped clean. If the commutator be apparently all right, 
the fault probably lies in the winding. The insulation of the winding 
should be carefully examined, and any metallic filings or other particles 
discovered therein carefully removed, and a little shellac varnish applied 


to the faulty part. 
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Fia. 889.—Bar to bar test for open circuit in coilor short circuit in one coil, between segments. 
If, in testing as in fig. 888, on rotating the armature completely around, the receiver indicate 
no break in the leads, connect the battery leads directly to the brushes, as shown in the 
above figure, and touch the connections from the receiver to two adjacent bars, working 
from bar to bar. The clicking should be substantially the same between any tpo com- 
mutator bars; if the clicking suddenly rise in tone between two bars, it indicatés a high 
resistance in the coil or a break (open circuit) . 


Ques. If the insulation on adjacent conductors has been 
abraded, how should it be repaired? 


Ans. A small boxwood or other hardwood -wedge, coated 
with shellac varnish should be driven in tightly between the 
wire; this will generally be sufficient. 
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Ques. If a faulty coil cannot be quickly repaired and the 
dynamo be needed, what should be done? 


Ans. The coil may be cut out of circuit, and the correspond- 
ing commutator segments connected together with a piece of 
wire (of a size proportionate to the amount of current to be 
carried), soldered to each. It will not be necessary to cut out 
and remove the entire coil. 





TELEPHONE 
BATTERY RECEIVER g 


Fre. 890.—Alternate bar test for short circuit between sections. Where two adjacent con- 
mutator bars are in contact, or a coil between two segments becomes short circuited, the 
bar to bar test described in fig. 889 will detect the fault by the telephone receiver remaining 
silent. If ashort circuit be found, the leads from the receiver should then include or straddle 
three commutator bars, as here shown. The normal click will then be twice that between 
two segments until the faulty coils are reached, when the clicking will be less. When this 
happens, test each coil for trouble and, if individually they be all right, the trouble is be- 
tween the two. To test for a ground, place one terminal of the receiver on the shaft or frame 
of the machine, and the other on the commutator. If there be a click it indicates a ground. 
Move the terminal about the commutator until the least clicking is heard and at or near that 
point will be found the contact. Grounds in field coils can be located in the same manner. 


If the active portions only be separated so that they do not form a 
closed circuit, it will answer the purpose. If the wires be cut with a chisel 
at the point where they pass over the ends of the core, and the ends зер- 
arated, it will be quite as effective as removing the entire coil. It is wise, 
of course, to rewind the coil at the first opportunity. 
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Short Circuits between Adjacent Coils.—In ring armatures 
the presence of this fault does not necessarily imply that the 
machine will not build; in drum armatures, wound into a single 
layer of inductors, it entirely prevents this occurring. 

Reference to a winding diagram will show that adjacent coils are dur- 


ing a certain period of the revolution at the full difference of pressure gen- 
erated by the machine. Hence, if any two adjacent coils be connected 





Fra. 891.—Method of locating short circuits between adjacent armature coils. Fasten a mon- 
key wrench to the rim of the pulley, or a crank to the shaft. Now, excite the fields, and, 
to make the effect more marked, connect the coils in parallel. When this has been done 
it will require considerable force to rotate the armature, and then it will move quite slowly, 
except at one position. When this position has been found, mark the armature at points 
in the center of the pole pieces at points A and B, and at both ends of the armature. The 
explanation is that both halves of the armature oppose one znother at this position; but 
when not at these points a continuous circuit is formed, and the resultant magnetic effect 
ig considerable. The “cross” or “short” circuit is nearly always found on the commutator 
end in the last half of the winding, where the wires pass down through the first half terminals. 
This applies to an unequal winding. In armatures where the windings are equal, it is as 
liable to occur at one point as at another. With this method a defect can be found and 
remedied in a few moments, for it has always been a simple matter to repair it when dis- 
covered. These results can be observed in a perfect armature by connecting the opposite 
sections of the commutator. 


~ 


Armature Troubles 663 





together or short circuited, the whole of the armature will be practically 
closed on itself, any current generated flowing within the armature only. 


Large drum armatures wound with compressed and stranded bars and 
connectors are particularly susceptible to this fault, a slight blow generally 
forcing one or more of the strands into contact with the adjacent bars, 
thus short circuiting the armature, and rendering it practically useless so 
far as the generation of current is concerned. 


In this class of short circuit in drum armatures, the method of locating 
the faulty coil by exciting the field, and running the armature on open 
INSULATION OF 
COIL INDUCTOR BROKEN 
E AND INDUCTOR IN | 1 A 
| мм СОМТАСТ WITH CORE 





Fic. 892.—Method of locating short circuits between inductor ana armature core. The 
galvanometer, battery and coil to be tested are connected in series as shown, and then the 
unconnected terminal of the galvanometer is brought into contact with the sheft. If then 
some portion of the insulation of the wire has been abraded or destroyed, thus bringing 
the bare wire into contact with the metal core, as at A, in the figure, the needle of the gal- 
vanometer will be deflected since a closed circuit is formed through the core and wire. If 
the insulation be perfect, the needle will not be defiected. It will thus be seen that in the 
conductivity test (fig. 887) it is necessary that the needle should be deflected, or turned, 
to prove that all is right, while in the insulation test the converse holds good; if the needle 
be defiected, it proves that the insulation is broken down. 


circuit, does not apply, for the reason that the whole armature will be 
heated equally. 

A method of locating such fault is illustrated in fig. 891. This applies 
to drum wound armatures. Faults of this description can frequently be 
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discovered by a careful inspection of the windings of the armature without 
recourse to testing. 


When located, the fault can usually be repaired with a hardwood wedge, 
or a piece of mica or vulcanized fibre cemented in place with shellac 
varnish. 


Short Circuits between Inductor and Core of the Armature. 
—Detection of this fault can be effected by the methods 
just described above, and by discunnecting the whole of 


Inu 


NO DEFLECTION 

OF NEEDLE 

/iNDICATES 
(3B /BREAK IN COIL 








WAS DEFLECTION 
Mf OF NEEDLE 
COIL OK. 





Ела. 893.—Method of testing for breaks. The instruments are connected as shown. B, is the 
battery, G, the galvanometer, and S, the coil of wire being tested. One terminal of the bat- 
tery is connected to a terminal of the galvanometer, and the other to one of the ends of 
the coil under test. The other terminal of the galvanometer is connected to the other end 
of the coil. If the connecting wires be making good electrical contact with the respective 
terminals, and the wire of coil being tested be unbroken,‘ the needle of the galvanometer 
will be deflected as soon as a closed circuit is made by the end of the coil coming into con- 
tact with the galvanometer terminal. If the wire of the coil be broken in some part or the 
ends of the connecting wires do not make good electrical contact with the terminals the 
needle will not be deflected. In order to prevent mistakes, it is advisable to test the battery 
and galvanometer connections and contacts by short circuiting or bringing the ends of the 
wire connecting the terminal of the galvanometer and negative pole or the battery together 
before starting to test the circuit or coil. If the needle be deflected, the connections are 
all right; if not defiected, there is a bad contact somewhere, which must be made good before 
the test can proceed, 
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the armature coils from the commutator and from each other, 
and testing each separately with a battery and galvanometer 
coupled up as in fig. 892, one wire being connected to the shaft 
and the other to the end of the coil under test. Asa rule, there 
is no way of remedying this fault other than unwinding the 
defective coils, reinsulating the core, and rewinding new coils. 


Short Circuits between Sections through Binding Wires.— 
This fault is the result of a loose winding, and is caused by the 
insulation upon which the binding wires are wound giving way, 
thus bringing coils at different pressures together. As a conse- 
quence of the heavy current which flows, the binding wires are 
as a rule unsoldered or burned. 

The location of the fault can therefore be effected by simple inspection. 

To remedy, it will be necessary to unwind and rewind on new binding 


wires, on bands of mica or vulcanized fibre, soldering at intervals to ob- 
viate flying asunder. 


Partial Short Circuits in Armatures.—This is usually due to 
the presence of moisture in the windings. To remedy the 
fault, the armature should be taken out and exposed to a 
moderate heat, or subjected to a current equal to that ordi- 
narily given by the dynamo.. 

Under the action of heat or of this current the moisture will be gradually 


dispersed. When thoroughly dry, and while still warm, a coat of shellac 
should be applied to the whole of the windings. 


Burning of Armature Coils.—The reason for the burning of 
an armature coil may be explained as follows: The coil, seg- 
ments, and the short circuit between the segments form a closed 
circuit of low resistance so that it is only necessary to have 
a low pressure set up in the active portion of the coil to force 
a very. large current through the coil and the short circuited 
commutator bars. The heating effect of this current is sufficient 
to burn out the coil. 


. 
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Cutting Out Camaged Armature Coils.—To cut out a dam- 
aged coil from an armature, first, disconnect the coil from 
the commutator, and after cutting off the leads, insulate the 
exposed parts with tape. Then connect the commutator bars 
(which were connected with the leads) with a wire of the same 
size as the wire winding. 


To remove the coil entirely, cut the band wire or remove the wedges, 
and lift up a sufficient number of leads and coils to permit of the removal 
of the damaged coil. 


INSULATE EXPOSED 
PARTS WITH TAPE 










CUT OFF LEADS 


CONNECT COMMUTATOR BARS 
WITH A WIRE 


Fie. £94.—Method of cutting out damaged armature coil. 


Grounds in Armatures.— These faults occur when the ar- 
mature coils become connected to the frame or core of the 
armature. When this grounding is confined to a single coil, 
it is not in itself liable to do damage. A simple method of 
locating a grounded coil is illustrated in fig. 895. 
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Ques. What is the advantage of this test? 


Ans Ihe damaged coil can be located without unsoldering 
the coils from the commutator, which is sometimes'a difficult 
operation without proper tools; further, the fault can frequently 
be repaired without disconnecting any of the wires if its exact 
position be determined. . 


Magneto Test for Grounded Armatures.—A magneto test 







BATTERY 
(OR DYNAMO) 


B 





Fig. 895.—Method of locating grounded armature coil. B, is a battery or dynamo circuit 
giving a current of a few amperes through the armature by its own brushes (1 end 2). AtG, is 
placed a roughly made galvanometer, to carry some 25 amperes or 80, one terminal being in 
connection with the shait of tae armature, and the other attached to a movable brush 3. 
Since the function of the pirticular galvanometer is simply to show a deflection when a 
current is passing, and to mark zero when there is none, a coil of thick wire with a pocket 
compass in the center will do all that is required, but care must be taken to remove it suf- 
ficiently far away from the disturbing effects of the armature magnetism. The manner of 
testing is as follows: Assume a steady current to be flowing from battery B, through the 
armature; touch the commutator with brush 3, and a current will flow through G. Slowly 
rotate the armature or the brush 3, until the galvanometer G, shows no deflection. The 
coil in contact with 3, will be found to be grounded. A hand regulator or rheostat R, may 
be inserted in series with the battery or dynamo circuit to regulate the strength of the cur- 
rent passing. 
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for grounded armatures is not to be recommended, as arma- 
tures often possess sufficient static capacity to cause a magneto 
to ring even though there be no leak. This is due to the alter- 
nating current given by the magneto for when the circuit has 
capacity it acts as a condenser and at each revofution of the 
armature of the magneto a rush of current goes out and returns, 
charging the surfaces of the conductor alternately in opposite 
directions, and ringing the bell during the process. 






STRIP OF COPPER 
SUPPORT FOR 
COMPASS 


С ——— —À 

Fic. 896.—Locating reversed coil by use of compass. The armature rests in a support A, 
that permits of rotating the armature as the test progresses. A trip of copper is bent over 
the armature, as indicated, and a compass placed upon it. Current from an incandescent 
lamp test circuit is then applied to adjacent commutator bars that are connected to the coils 
that lie in the slot that is immediately under the compass. Assume that the compass needle 
is deflected to the right on touching bars 1 and 2, and bars 2 and 3, there being two coils per 
slot. Rotate the armature until the rext slot comes under the compass and touch the test 
points to bars 3 and 4, and then to bars 4 and 5, and so on all round the commutator. The 
compass deflections obtained should be always in the same direction. Any pair of adjacent. 
bars touched by the test points causing a reversed deflection, includes a coil, the leads off 
which have been brought down to the commutator in reversed order. In order to test the- 
effectiveness of the method, it is necessary to only apply the test points to adjacent commur- 
lator bars in reversed order and observe that the compass deflection is thereby reversed. 


Breaks in Armature Circuit.—A partial or complete break. 
in the armature circuit is always accompanied by heavy spark-- 
ing at the commutator, but not, as a rule, by an excessive - 
heating of the armature or slipping of the belt, and this enables . 
the fault to be distinguished from a short circuit. The faulty: 
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part can always be readily located by the "flat" which it pro- 
duces upon the surface of the commutator. The armature 
circuit being open at the faulty part, heavy sparking results at 
every half revolution as the brushes pass over it, and as a con- 
sequence the corresponding segments become “‘pitted”’ or ‘‘flat- 
tened" with respect to the others; they may easily be discovered 
on examination. 





Fics. 897 and 898.—Polarity of field coils. Whatever be the number of poles, adjacent poles must 
always be of different polarity. A fault in this respect affects the working of the machine, 
thus the greater the number of wrongly connected poles, and the less will be the inductive 
effect. The results of wrongly connected poles are: 1, too low armature voltage; 2, heavy 
sparking; 3, internal currents in the armature winding, resulting in heating. Hand rule for 
polarity: If the coil be grasped in the right hand, so that the fingers point in the direction 
in which the current is flowing in the wires, the thumb extended will point in the direction 
of the north pole. 


Breaks in the armature circuit may occur in either tke commutator or 
in the coils of the armature. To ascertain whether it be in the latter, 
carefully examine the winding of the faulty coil. 


The defect may be sought for more particularly at the commutator 
end of the armature, as breaks in the wire are most frequent where the 
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Fic. 899.—Effect of break in armature wire. If the armature wire be perfect, that is, without 

a break, the current passing in through the upper brush will divide into two equal parts, and 
| one half will flow through the one side and the other half through the other side of the wind- 
; ing; these halves will meet at the lower brush. If there be a break as indicated at B, then 
the only path by which the current can reach the lower brush is through side A. If the 
current flowing through the armature have a sufficiently high voltage, it will be able to jump 
over the break at B, as indicated and thus establish a path through the C side of the wire. 





MENT 
BURNÉD dis BUANEDD SEGMEN 


Frc. 900.—Test for break in armature wire. A strip of metal M, is placed against the brush 
or holder with the end bearing uponthe face of the commutator. If the strip M, be bent 
so that it can be made to bear upon the commutator some distance ahead of the brush, the 
machine will generate as long as the strip is in position. By running the armature for a few 
minutes with the strip in place, the segments connected with the defective wire will be 

І burned and then upon stopping the machine, the broken wire cart be located. 


Fic. 901.—Repair for broken armature wire. Bridge the break by making a connection between 


the burned segment and the one back of it. This connection can be made by soldering a 
È strip of brass to the two shanks, as shown. 


а 
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connections are made with the commutator segments. If no break 
be discovered, try passing a heavy current through the faulty coil by 
means o. the brushes. 


If a partial break exist with sufficient contact to pass a current, the 
coil will be heated at that point and may be discovered by running the 
fingers over the coil. 


When located, the fault may be repaired by rewinding the coil, or care- 
fully cleaning the broken ends and jointing. 


The fault may also be temporarily repaired by soldering the adjacent 
commutator segments together without disconnecting the coil. 


TEST QUESTIONS 





1. How are many of the faults which occur in arma- 
tures avoided? 


2. What are the chief faults to which armatures are 
subjected? 


3. What indicates a short circuit in individual coils? 
4. How is a faulty coil located? 


5. What indicates a short circuit between adjacent 
coils? 


6. What kind of armatures are susceptible to this 
fault? 


7. What may be said with regard to short circuits be- 
tween an inductor and core of armature? 


8. What causes short circuits between sections through 
binding wires? 
9. What is the remedy for a partial short circuit in 
armatures? 
10. Why do armature coils sometimes burn? 
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11. 
12. 
13: 
14. 


How are damaged armature coils cut out? 
What causes grounds in armatures? 
What is the magneto test for grounded armatures? 


What is the indication of a partial or complete 
break in armature circuits? 
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CHAPTER 30 


Care of the Commutator 
and Brushes 


Conditions for Best Operation.—For satisfactory operation, 
the brushes and commutator must be kept in good condition. 
To this end the main thing to be guarded against is the pro- 
duction of sparks at the brushes. If care be taken in the first 
instance to adjust the brushes to their setting marks, and to 
regulate their pressure upon the commutator, and afterwards 
to attend to the lead as the load varies, so that little or no 
sparking occurs, and also to keep the brushes and commutator 
free from dirt, grit, excessive oil, etc., the surface of the com- 
mutator will assume a dark burnished appearance and wear 
will practically cease. Under these circumstances the commu- 
tator will run cool, and will give very little trouble. 


In order to maintain these conditions it will only be necessary to see 
that the brushes are kept in proper condition and fed forward to their 
setting marks, as they wear away, and that the commutator is occasionally 
polished. 


If the pressure of the brushes upon the commutator be too great, or 
their adjustment faulty, or the commutator be allowed to get into a dirty 
condition, sparking will result, and, if not at once attended to and rem- 
edied, the brushes will quickly wear away, and the surface of the commu- 
tator will be destroyed. 


As this action takes place, in the earlier stages, the surface of the com- 
mutator will become roughened or scored, resulting in jumping of the 





, 
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brushes, and increased sparking; in the later stages, the commutator will 
become untrue and worn into ruts, moreover, owing to the violent spark- 
ing which takes place through this circumstance, the machine will quickly 
be rendered useless. É 


Ques. How is the commutator easily tested as to the con- 
dition of its surface? 


Ans. Itis readily tested by resting the back of the finger 
nail upon it while in motion; the nail being very sensitive to any 
irregularities, indicates at once any defect. 


"SPARKS 
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Fias. 902 and £03.—Damage to commutator segments due to sparking. Each spark burns out œ 
particle of copper from th: surface of th: commutator. For instance, fig. 902 shows two sparks aw 
segment A, passes from under the brush, with resulting burns L and F, as shown in fig. 903. 


` Ques. What causes grooves or ridges to be cut in the 
commutator? 


Ans. They result from using brushes with hard burnt ends 


. 
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which are not pliable; also by too great a pressure of the brush 
upon the commutator surface. 


Sparking at the brushes is expensive and detrimental, chiefly because 
it results jn burning the brushes and also the commutator, necessitating 
their frequent renewal. Every spark consumes a particle of copper, torn 
from the commutator or brush. The longer the sparking continues, the 
greater the evil becomes, and the remedy must be applied without delay. 


Ques. What kind of oil should be used on the commu- 
tator? å 


Ans. Mineral oil. 





Fic. £04.—Bissell brush gear. The brushes are held in the brush holders radially and work 
equally well with armature running in either direction. Brushes can be renewed and ad- 
justment made while machine is in operation. 


Ques. What attention should be given to the brushes? 


Ans. At certain intervals, according to the care taken to 
reduce sparking and the length of time the machine runs, the 
brushes will fray out or wear unevenly, and will therefore need 
trimming. They should then be removed from_the brush 
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holders and their contact ends or faces examined. If not truly 
square, they should be filed or clipped with a pair of shears, the 
course of treatment differing with the type of brush. 


If the machine be fitted with metal strin brushes, frayed ends should be 

clipped square with a pair of shears, the ends thoroughly cleaned from 
any dirt or carbonized oil, and replaced in their holders. Gauze and wire 
brushes require a little more attention. 
' When their position on the commutator has been well adjusted and 
looked after, so that little or no sparking has taken place, it is generally 
only necessary to wipe them, clean the brushes and clip off the fringed 
edges and corners with the shears, or a pair of strong scissors. 







T SAND PAPER 
(DO NOT USE EMERY PAPER) 


F 
TANGENTIALLY 


Fig. 905.—Method of truing commutator with a strip of fine sand paper. Do not use emery 
paper. 


If, however, the machine has been sparking, the faces will be worn or 
burnt away, and probably fused. If such be the case, they will need to 
be put in the filing clamp, and filed true. 


A convenient method of trimming carbon brushes, or of bedding a 
complete new set of metal brushes, is to bind a. piece of sand paper, face 
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outward, around the commutator after the current has been shut off, and 
then mount the carbon or metal- brushes in the holders, adjusting the 
tension of the springs so that the brushes bear with a moderately strong 
pressure upon the sand paper. Then let the machine run slowly until the 
ends of the brushes are ground to the proper form. 





Fic. 906.—Lathe application of Cass commutator smoothing stone. Where :t is necessary to 
remove an armature from a motor for purposes other than truing the commutator a very 
convenient method is to mount the Cass smoothing stone in a box tool holder made to fi* 
the tool post of a lathe, as shown. 


Filing Clamp.—As usually made, it consists of two pieces of 
metal, both shaped at one end to the correct angle, to which 
the brushes must be filed. One of the pieces of metal (the back 
part) has a groove sufficiently large to accommodate the brush, 
which is clamped in position by the other piece of metal and a 
pinching screw. 


If the clamp be not supplied with the machine a convenient substitute 
can be made out of two pieces of wood about the same width as the brush. 
One end of each piece is sawn to the correct angle, and the brush placed 
between the two. 


In filing, the brush is fixed in the clamp, with the toe or tip projecting 
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slightly over the edge of the clamp, and the latter being fixed in a vise, 
the brush is filed by single strokes of a smooth file made outwards, the 
file being raised from contact with the brush when making the back stroke. 


Sparking.—In all well designed machines there .are certain 
positions upon the commutator for the brushes ai which there will 
be no sparking so long as the commutator is kept clean and 
in good condition. In other dynamos, badly designed or con- 





BLUISH ; ~ a REOOISH 
SPARKS Se 


BAD, ADJUSTMENT OF. BRUSH BAD CONDITION 0F COMMUTATOR 


Fros. 907 and 908.—T wo kinds of sparks due to bad adjustment of brushes and bad condition 
of commutator. 


structed, sparking occurs at all positions, no matter where the 
brushes are placed, and in such dynamos it is therefore impos- 
sible to prevent this no matter how well they are adjusted. 


Ques. What two kinds of sparking may be generally dis- 
tinguished? 


Ans. One kind of sparking is that due to bad adjustment of 
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the лене, апа а ѕесопа kings that due to bad condition of 
the commutator. 


Sparks due to bad adjustment of the brushes are generally of a bluish 
color, small when near the neutral plane, and increasing in violence and 
brilliancy as the brushes recede from the correct positions upon, the com- 
mutator. 


When sparks are produced by dirty cr neglected state of the commu- 
tator, they are distinguished by a reddish color and a spluttering or hiss- 
ing. When due to this last mentioned cause, it is impossible to suppress 
the sparking until the commutator and brushes have been cleaned. In 
the former case, the sparks will disappear as soon as the brushes have 
been rotated into the neutral points. 


Another class ot sparks appear when there is some more or less developed 
fault, such as a short circuit, or break in the armatme or commutator. 
These are similar in character to those produced by bad adjustment of the 
brushes, but are distinguished from the latter by their not decreasing in 
violence when the brushes are rotated toward the neutral plane. 


Having distinguished the classes of sparks which appear at 
the commutator of a dynamo, it remains to enumerate the 
causes which produce them. These are: 


Bad adjustment of brushes; 

Bad condition of brushes; 

Bad condition of commutator; 

Overload of dynamo; 

Loose connections, terminals, etc.; 

Breaks in armature circuit; 

Short circuits in armature circuit; 

Short circuits or breaks in field magnet circuit. 


QU MS 


Bad Adjustment of Brushes.— When sparking is produced 
by bad adjustment of the brushes, it may be detected by ro- 
tating or shifting the rocker, by the indication that the sparking 
wil vary with each movement. 


To obtain good adjustment of the brushes, it will be necessary to rock 


n 
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them gently backward and forward, until a position is found at which 
the sparking disappears. 


Ques. If, in rocking the brushes, a position cannot be 
found at which the sparking disappears, what is the probable 
cause of the trouble? 


Ans. The brushes may not be set with the proper pitch, that 
is, they may not be separated at a correct distance, or the neutral 
plane may not be situated in the true theoretical position upon 
the commutator through some defect in the winding, etc. ; 


à 





Fras. 909 to 911.—Brushes making bad contact. A brush making a bad contact, as only at 
the shaded portion of figs. 909 and 910, will not allow the short circuited coil enough time 
to reverse, causing sparking and heating. The latter will also result from bad contact on 
account of the surface being too small for the current to be carried off. This form of bad 
contact is worse than that shown in fig. 911, where the area of contact surface only is Ies; 
ened. If the brushes do not make good contact, they should be ground down. 


In this last named case, the brushes may be strictly adjusted to their 
theoretically correct positions before starting the machine; then, when the 
machine is started and the load put on, violent sparking occurs, which 
cannot be suppressed by shifting the rocker. 


If, however, one set of brushes only be observed, it will generally be 
found that, at a certain position, the sparking at the set of brushes under 
observation ceases or is greatly reduced, while sparking still occurs at the 
other set. When this position is found, the rocker should be fixed by the 
clamping screw, and the brushes of the other set at which sparking is still 
occurring adjusted by drawing them back or pushing them forward in their 
holders until a position is found at which the sparking ceases. 


Correct position of the brushes and the suppression of sparking is a matter 
of importance, and any time spent in carefully adjusting the brushes will 
be amply repaid by the decreased attention and wear of the brushes and 
commutator. 


2 
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Bad Condition of Brushes.—If the contact faces of the 
brushes be fused or covered with carbonized oil, dirt, etc., there 
will be bad contact which is accompanied by heating and sparking. 
Simple examination will generally reveal whether this be the 
case. The remedy is to remove the brushes, one at a time if 
the machine be running, clean, file if necessary, trim, and re- 
adjust. 


If the brushes be exceedingly dirty, or saturated with oil, it will be 


Ze ame 





Fra. 912.—Rough and grooved commutator due to improper brush adjustment and failure to 
keep brushes in proper condition. 
necessary to clean them with turpentine, benzoline, or soda solution, before 
replacing. 


Bad Condition of Commutator.—If the surface of the com- 
mutator be rough, worn into grooves, or eccentric, or if there 
be one or more segments loose or set irregularly, the brushes 
will be'thrown into vibration, and sparking will result. 

A simple examination of the commutator will readily detect these de- 


fects. A rough and uneven commutator is due to bad adjustment of 
-brusties, bad construction of commutator, and to neglect generally. 
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If allowed to-continue, it results in heavy sparking at the brushes, and 
the eventful destruction of the commutator. The fault may be remedied 
by filing or re-turning the commutator. 


Ques. How is an untrue commutator detected? 


Ans. An untrue commutator is indicated when the machine 
is slowed down, by a visible eccentricity, or by holding the 





Fia. 913.—Crocker-Wheeler reaction type brush holder with brush. 


hand, or a stick, in the case of a high tension machine, against 
the surface while revolving, when any irregularity or eccen- 
tricity will be apparent by the vibration or movement of the 
stick. 


The only remedy for an untrue commutator is to re-turn it in the lathe. 





~ 
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Ques. What should be done in case of high segments? 


Ans. They should be gently tapped down with a mallet, 
and if possible the clamping cones at the commutator end 
should be tightened. 


If it be impossible to hammer the segments down, they should be filed 
down to the same diameter as the rest of the commutator, or the com- 
mutator re-turned. For low segments, the only remedy is to pull out the 
segments, or turn commutator down to their level. 


Ques. Explain the term ‘‘flats on the commutator." 


Ans. This is the name given to a peculiar fault which de- 
velops on one or more segments of the commutator. 


It is not confined to dynamos of bad design or construction, but fre- 
quently appears on those of the highest class, and may be recognized as 
a “pitting” or “flattening” of one or more segments. 


Ques. What is the effect of flats on the commutator? 


Ans. Sparking at the brushes. 


Ques. What are the causes which produce flats? 


Ans. Periodical jumping of the brushes due to a bad state 
of the commutator, bad joint in the driving belt, a flaw, or a 
difference in the composition of the metal of the particular bar 
upon which it appears. Frequently flats may be traced to a 
more or less developed fault, such as a break, either partial or 
complete, in the armature coil. 

The break may occur either in the coil itself, or at the point where its 


ends make connection with the lug of the commutator, or at the point 
where the lug is soldered to the segment. 


Ques. What should be done in case of flats? 
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complete, and cannot be readily located, the effect of re-soldering or 
sweating the ends of the coils into the lugs should be tried. Flats may 
also frequently be cured by drilling and tapping a small hole in the junc- 
tion between the lug and the segment, and inserting a small screw, or bit 
of screwed copper or brass wire, afterwards filing down level with the sur- 
face of the commutator. 


Segments Loose or Knocked In.—When the segments are 
loose, it is an indication that the clamping ring or cone has 
worked loose. This should therefore be tightened up, and the 
commutator re-turned if necessary. 


Ques. How should low commutator segments be treated? 


Ans. The commutator surface may be turned down to the 
level of the low segment, or the latter may be pulled out again 
to its former level, this latter being the preferable method, if 
it can possibly be effected. 


* 


Ques. How is a commutator segment pulled out to its 
correct position? 


Ans. A.hand vise is firmly clamped to the lug, or a loop of 
copper wire is passed round the conductor where it joins the 
commutator. 


A bar of iron, to act as a lever, is supported on a fulcrum over the com- 
mutator, and one end of the bar is passed through the loop or vise. Press- 
ure is applied to the other end which will generally bring the segment up 
to its proper position. 


NOTE.—adjustment of brushes and brush rigging. To obtain proper brush spacing 
set up the studs with brush holders in place, and wrap the commutator with a long strip of 
paper covering its whole circumference. Mark the lapping point of this paper. Remove the 
paper. Spread it out on a flat surface and divide the space between the marked “lapping 
points” into as many equa! divisions as there are main poles on the dynamo. Replace the 
paper around the commutator and adjust the brush studs until the toes of the brushes of the 
different studs just touch these marks. Bolt the brush holders, being careful not to change 
the position of the studs. Mount the brush holders on the studs. Instructions are usually 
attached on tag to brush rigging. Parallelism of the studs and commutator segments should 
be checked if these become warped, sprung or swollen. All brush holders should be at. the 
same distance from the commutator, not over 4 in. at the inboard and outboard ends, and 
the toes of all hrushes on one stud should line with the edge of one segment. If a stud be out 
of line in either of these directions, file the insulating collars to correct it. 
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Care of Commutators.—The surface of a commutator 
should always be kept free of carbon and copper dust. A com- 
mutator can. be best cleaned by rubbing a kerosene soaked 
flannel cloth over its surface. 

Never apply kerosene or any other combustible while machine is run- 
ning, as sparking at the brushes will ignite it. 


Avoid using so called commutator compounds, as they will ruin a com- 
mutator in a very short period. 





Fries. 916 and 917.—Bissell commutators. The segments are of hard drawn copper and are 
insulated from each other and from the shell by mica. 


From time to time the commutator should be wiped with a piece of 
canvas lubricated slightly with a small quantity of vaseline or sperm oil. 


If these be not obtainable a good grade of light lubricating oil can be 
substituted, but lubricants should be used sparingly and the commutator 
should never be left in a greasy condition. 


Cotton waste should never be used. 


How to Re-turn a Commutator.—In re-turning the commu- 
tator, the armature should first be carefully taken out of the 
armature chamber, avoiding knocks or blows of any kind. The 
whole of the winding should then be wrapped in calico or 
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CURRENT SUPPLY 


RESISTANCE WIRE 


Fic. 918.—Method of baking commutator. Cover commutator with a layer cf asbestos paper 
and wrap around this resistance wire as shown. Connect to main with a rheostat and switch. 
The heat can be regulated to the desired temperature by means of the rheostat. The size 
and length of the resistance wire wili depend upon the size of the commutator and supply 
vuitage. 


М" оџт 


Е155. 919 апа 920.—Method of repairing burn out in commutator bar. Fig. 919 shows burn 
out and fig. 920 repair. File down the bar to the surfaces LARF and fFRr. Carefully fit 
a copper strip to fill the space removed from bar and sweat the strip to the bar. To prevent 
possibility of the strip flying out in case the commutator overheat and melt the solder, rein- 
force the joint with one or more rivets, as at M and S. The cut for a patch of this kind can 
be quickly made if a milline machine or shaper be handy, otherwise a good sharp file will 
serve the purpose. 
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canvas before the armature is put into the lathe, to prevent 
any particles of metal becoming attached to the surface of the 
armature at the time the commutator is being turned. The 
armature should on no account be rolled upon the floor, or 
subjected to blows or knocks while being put into the lathe. 

In re-turning the commutator, a sharp pointed tool should be used 


with a very fine feed. A broad nosed tool should not be used, as it is 
liable to burr over the segments. 
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Enlarged View of Tooth 
17165. 921 to 925.—Saw for commutator grooving machine. The teeth should be re-sharpened 
with angles approximately as shown above. 

After turning, the commutator should be lightly filed with a dead 
smooth file, and finally polished with coarse and fine sandpaper. After 
the commutator has been turned and polished, the insulation between the 
segments should be lightly scraped with the tang of a small file to remove 
any particles of metal or burrs which might short circuit the commutator. 

The points where the armature wires are soldered to the lugs should 
also be carefully cleaned with a brush, and should then receive a coat 
or two of shellac varnish. 

While the commutator is being turned, care should be taken that the 
setting marks for the adjustment of the brushes are not turned out if 
these be present. The same care should be used in putting the armature 
back into the armature chamber as was used in taking it out, otherwise 
the insulation may be damaged. 


Brushes.—The ends of all brushes should be fitted to the 
commutator so that they make good contact over their entire 
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KEEP ALL DIRT AND LEAVE MICA EXTENDING 
MOISTURE OUT Ио" INCH 










CLEAN AND PAINT 
FREQUENTLY 


SEAL THOROUGHLY AGAINST 
DIRT AND MOISTURE 







COAT 
WITH VERY 
THIN WHITE 
LEAD 






Fie. 926.—Sectional view of railway motor commutator to indicate precautions to be taken 
for satisfactory operation. 


MICA RING PATCH 





IRON RING 


Fic. 927.—Method of patching commutator mica and ring. Sometimes the mica ring on the 
rear end is punctured. In that event a number of bars in the neighborhood of the ground 
will have to be taken out. The burned mica should be cut out and a patch put on. When 
the trouble occurs on the front end of the commutator, remove the ring and cut out the bad 
mica, The patch can be made as here shown. This new mica must be a trifle thicker than 
the original mica removed, for it will squeeze together somewhat when the ring is drawn up 
tight and the commutator heated. After the repair, test the commutator for grounds. 
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bearing face. This can be most easily accomplished after the 
brush holders have been adjusted and the brushes inserted. 
Lift a set of brushes sufficiently to permit a sheet of sandpaper 
to be inserted. 


Lubrication.—The bearings of all machines which are in 
constant use should be flushed out with kerosene, and fresh oil 
replaced, monthly. 


Never use any oil that has been used in bearings before as it contains 
fine particles of metal which will cause undue wear on the shaft and bearings, 





Fic. 928.—General Electric commutator grooving machine; stationary model. In construce 
tion, the rotating saw is mounted on the end of the motor sha!t which is extended and sup- 
ported by an offset bearing, which readily permits the grooving of commutators having ears. D 
Owing to the small size of the motors used with these machines, no starting resistance is 
necessary. 


The bearings should and must be kept free and clean from grit, all foreign 
substances should be removed. 


If the machine be new, the oil should be drained out after the first week's 
run and replaced with fresh, clean oil; 


The oil rings should be carefully watched to see that they revolve freely 
and carry sufficient oil to the shaft, 


Ques. Should the commutator be run without any lubri- 
cant? 


Ans. т most cases it will be found that a little lubri- 
cant is needed in order to prevent the brushes cutting the 
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commutator; this is especially the case when hard strip brushes 
are used. 


The quantity of oil applied should be very small; a few drops smeared 
upon a piece of clean rag, and applied to the commutator while running, 
being quite sufficient. 


Ques. What kind of oil should be used on the commu- 
tator? 


Ans. Mineral oil, such as vaseline, or any other hydro- 
carbon. 


Fic. 929.—Commutator han scraper. This tool is for removing mica fins which are lett in the 
elot by the grooving saw. A triangular curved file is sometimes use 1 for removing the copper 
projections, but the removal of a very thin portion of the commutator surface by turning in 
a lathe, using a special high speed stee? tool (trade name No. 3 Stellite) is recommended. 
The remaining copper burr le't on the trailing edge of each commutator bar can be removed 
by the hand scraper above illustrated. A final polishing with sandpaper will make a smooth 
surface which is necessary for good commutation and long life of brush. 


Animal or vegetable oils should be avoided, as they have a tendency 
to carbonize, and thus cause short circuiting of the commutator, with 
attendant sparking. 


Short Circuits in Commutator.—These are of frequent oc- 
currence, and result in heating the armature and sparking at 
the brushes. They are caused either by metallic dust or par- 
ticles lodging in the insulation between the segments, or by the 
deterioration of the commutator insulation. 


To remedy, the insulation between the segments should be carefully 
examined, and any metallic dust, filings, or burrs cleaned or scraped out. 
When the commutator is insulated with asbestos or pasteboard (as is 
often the case in dynamos of European make), short circuits very 
frequently occur through the insulation absorbing moisture or oil, which 
is subsequently carbonized by the sparking at the brushes. 
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In faults of this description the only remedy is to expel all moisture 
from the commutator insulation by means of heat, and scrape out all 
metallic dust which may be embedded in the surface of the insulation, If 
this do not effect a cure, it will be necessary to dig out the insulation, as 
far as possible, with a sharp tool, and drive in new insulation. 


Oil should not be used on commutators insulated with these materials, 
but only asbestos dust or French chalk. 


Burnt Mica.—Trouble is sometimes experienced from the 
burning out of mica insulation between segments. 


This is most commonly caused by allowing the mica to become oil soaked 
or by the bars loosening and thus allowing foreign conducting material 
to work its way in between them. It is rarely, if ever, definitely traced 
to excessive voltage between bars. When. this burning does occur it may 
be effectively stopped by scraping out the burned mica and filling the 
space with a solution of sodium silicate (water glass), or other suitable 
insulating cement. 


The commutator assembly bolts should be frequently tested, if found 
to be loose, they should be tightened. In tightening up commutator bolts, 
do not tighten one bolt as far as it will go, but tighten all bolts evenly so 
that the tension of end plate will be uniform all around. 


NOTE.—So urgent was the need of positive and dependable insulation that more than 
twenty-five years ago many scientists were busily engaged in experimentation with various 
materials, searching untiringly for the substance, or combination of substances, that would 
incorporate the qualities recognized as so essential. Progress was slow and disappointments 
many, but in time certain of these pioneers demonstrated that they were on the right track, 
and were rewarded by eventual success. 


NOTE.—Pure mica had been found admirably suited in nearly all respects for insulating 
service. It is tough and flexible. It can endure high temperatures. It is chemically stable. 
Its dielectric strength is high and it resists higher puncture voltage than any of the other known 
insulating materials. 


NOTE.— Mica, which has become so important in industry beeause of its excellent insula- 
ting capacity occurs abundantly throughout the world in numerous forms and varying degrees 
of purity. There are “muscovite” or white mica; “phlogopite” or amber mica; “‘blotite” or black 
mica; ‘‘paragonite” or sodium mica; “lepidolite” or lithium mica; “lepidomelane” or iron mica; 
“roscoelite” or vanadium mica; and other varieties, but the muscovite of India and phlogopite 
of Canada excel all others in their purity and uniform quality. These two varieties of mica 
take front rank over all others because of their purity and uniform physical properties. Impur- 
ities in mica occur in the form of very thin films of other substances adhering to the layers of 
mica. This film is so thin that to the naked eye it looks niuch as if the layer of mica had been 
rubbed with a soft lead pencil, but it would be sufficient to conduct electric current and thereby 
destroy the effectiveness of such a piece of mica for insulating purposes. 
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TEST QUESTIONS 


What are the conditions for best operation of the 
brushes and commutator? 

How is the commutator easily tested as to the condi- 
tion of its surface? 


What causes grooves or ridges to be cut in the com- 
mutator? 


In the operation of the brushes what should be guarded 
against? | 

How is sparking at the brushes prevented? 

What kind of oil should be used on the commutator? 


When the position of the commutator has been well 
adjusted what should be looked after? 


What is the ordinary method of truing a commutator? 


. Describe two kinds of sparking, and their remedy. 
TOS 
11. 


Name eight causes which produce sparking. 

How is sparking protected when caused by bad ad- 
Justment of brushes? 

If, in rocking the brushes, a position cannot be found 
at which the sparking disappears, what is the 
probable cause of the trouble? 

Describe three kinds of poor brush contact? 

What happens when the contact faces of the brushes 
be fused or covered with carbonized cil, dirt, etc.? 
What is the effect on the brushes if the surface of the 
commulator be rough, worn in the grooves, or 

eccentric? 

How is an untrue commutator detected? 

What should be done in case of high segments? 
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18. What are ‘‘flats on the commutator” and the effect of 
the same? 
19. What causes flats? 
20. How should low commutator segments be treated? 
21. How is a commutator segment pulled out to its cor- 
rect position? 
22. Give some points relating to the care of commutators. 
| 23. Describe the method of returning a commutator. 


24. Why should sand paper be used instead of emery 
paper in truing a commutator? 
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CHAPTER 31. 


Heating 


The excessive heating of the parts of dynamos and motors is 
probably the most frequent and annoying fault which arises in 
operation. 

When the machine heats, i! is a common mistake to suppose 
that any part found to be hot is the seat of the trouble. 

Hot bearings may cause the armature or. commutator to 
heat, or vice versa. j 


All parts of the machine should be tested to ascertain which is the 
hottest, since heat generated in one part is rapidly diffused. This is best 
done by starting with the machine cold; any serious trouble from heating 
is usually perceptible after a run of a few minutes at full speed with the 
field magnets excited. 


Heating may be due to various electrical or. mechanical 
causes, and it may occur in the different parts of the machine, 
as in: 


The connections; 

The brushes and commutator; 
. The armature; 

. The fieíd magnet; 

The bearings. 


e ROO 


Ques. How is heating detected? 
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Ans. By applying the hand to the different parts of the 
machine if low tension, or a thermometer if high tension, and 
also by a smell of overheated insulation, paint, or varnish. 





Ques. What should be done if the odor of overheated in- 
sulation, paint or varnish be noticeable? 


4 
, Ans. It is advisable to stop the machine at once, otherwise 
the insulation is liable to be destroyed. 


Ques. What is the allowable rise of temperature in a well 
designed machine? 


Ans. It should not exceed 80? Fahr., above the surrounding 
air, and in the case of the bearings, this temperature ought not 
to be reached under normal conditions of working. 


И this limit be exceeded after a run of six hours or less, it indicates a 
machine either badly designed and probably with the material cut down 
to the lowest possible limit with a view to cheapness, or some fault or 
other which should be searched for and remedied as early as possible, 
otherwise the machine will probably be destroyed. 


Ques. How should the rise of temperature be measured? 


Ans. It is not sufficient to feel the machine with the hand, 
but special thermometers must be placed on the armature wind- 
ing, immediately on stopping the machine, covering them with 
cotton or wool to prevent cooling. 


Readings must be taken at short intervals, and continued till no further 
rise of temperature is indicated. 


Heating of Connections.—A rise of temperature of the 
connections may be due to either excessive current, or bad con- 
tacts, or both. The terminals and connections will be exces- 
sively heated if a larger current pass through them than 
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they are designed to carry. This nearly always results from | 
an overload of the dynamo, and if this be rectified, the heating 
will disappear. i 


If the contacts of the different connections of the dynamo be not kept 
thoroughly clean and free from all grit, oil, etc., and the connections 
themselves be not tightly screwed up, heating will result, and the con- 
nections may even become unsoldered. 













Г 


Ета. 93C.—Vertilated commutator; sectional view showing air ducts. Air is frequently 
circulated through a commutator in order to maintain it at a sufficiently low temperature, 
suitable openings being provided for this purpose as shown. 


Heating of Brushes, Commutator and Armature.—When 
heating occurs in these parts, it may be due to any of the fol- 
lowing causes: 


1. Excessive current; 
2. Hot bearings; 
3. Short circuits in armature or commutator; 
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4. Moisture in armature coils; 
5. Breaks in armature coils; 
6. Eddy currents in armature core or conductor. 


Ques. What may be said with respect to excessive cur- 
rent? 





Бус. 931.—3elf-oiling andwself-aligning bearing. The self-oiling feature consists of rings which 
revolve with the shaft, and feed the latter with oil continually, which they bring up from 
the reservoir below. The dirt settles to the bottom, and the upper portion of the oil remains 
sufficiently clean for a long time, after which it is drawn of, and a fresh supply poured in 
through holes provided in the top. These latter are often located directly over the slots 
in which the rings are placed, so that the bearings can be lubricated immediately by means 
of an oil cup if tne rings fail to act or the reservoir become exhausted. The bearing is made 
self-aligning by providing the bearing proper with an enlarged central portion of spherical 
shape, held in a spherical seat formed in the pedestal by turning, milling, or by casting 
Babbitt or other fusible metal around it, thus allowing the bearing to adjust itself to the exact 
direction of the shaft. The upper half of the box can be taken off to facilitate renewal, etc., 
and to permit the armature to be removed. 


Ans. When a dynamo is overloaded, the temperature of 
the armature will rise to a dangerous extent, depending upon 
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the degree to which the safe capacity of the machine is ex- 
ceeded, and heavy sparking of the brushes will also result. 


If the overload be not removed, the insulation of the armature may be 
destroyed. 


Ques. State some causes of hot bearings. 


Ans. Lack of oil; presence of grit or other foreign matter in 
the bearings; belt too tight; armature not centered with respect 
to pole pieces; bearings too tight; bearings not in line; shaft 
rough or cut. 


Ques. What is the effect of hot bearings? 


Ans. Besides giving trouble themselves, the heat may be 
conducted along the armature shaft and core, thus giving rise 
to excessive heating cf the armature. 


Points Relating to Hot Bearings 

1. Use good oil; 

2. See that oil cups or reservoirs are full and all oil passages clear; 

3. In self-oiling and splash systems where the oil is used over again, it 
should be kept in clean condition by frequent straining; 

4. Keep bearings clean and properly adjusted; 

5. Maintain bearings in good alignment; 

6. Avoid tight belts; 

7. Examine the air gap or clearance between armature and pole faces 
and see that they are uniform. 


Ques. What troubles are encountered with short circuits 
in the armature or commutator? 


Ans. This results in sparking at the brushes, and in the 
heating of one or more of the armature coils, and even in the 
burning up of the latter if a bad case. 


When the armature is overheated, and the defect does not proceed from 
an overload or the causes mentioned below, the dynamo should be imme- 
diatelv stopped and tested for this fault. 
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Ques. What will happen with an overheated commutator? 


Ans. It will decompose carbon brushes and cover the com- 
mutator with a black film, which offers resistance and increases 
the heat. 


Ques. What should be done if carbon brushes become 
hotter than the other parts? 





Fra. 932.—-Eck-Manchester type motor. It is a very small size unit and is designed for special 
purposes where very little room is available. The motor occupies a space of 214" X 43$" 
between bearings and develops 1% horse power at 2,000 7.p.m. The frame of this motor is 
made of high permeability steel so as to reduce the weight to a minimum. The armature 
is of the hand wound bipolar type built up of thin punchings. The armature, after being 
"wound, is baked at high temperature for a prolonged period and then dipped while hot in 
insulating varnish. Pulley is one inch in diameter and takes a 14 inch round belt. Weight 
of motor 514 pounds. 


Ans. Use higher conductivity carbon. 


Reduce length of brush by adjusting holder to grip brush nearer the 
commutator. Reinforce brushes with copper gauze, sheet copper or wires, 
or use some form of combined metal and carbon brush. Increase size or 
number of brush if necessary, so the current does not exceed 30 amperes 
per sq. in. of contact. 
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Brushes heat sometimes due to too much friction. They should not 
press against the commutator more than is necessary for good contact. 
Ques. Give some causes for heating of armature. 


Ans. Eddy currents; moisture; short circuits; unequal 
strength of magnetic poles; operation above rated voltage, and 
below normal speed. 


Ques. What trouble is encountered with eddy currents? 


Ans. Considerable heating of the whole of the armature 
results, which may even extend to the bearings. 


Ques. How can this be overcome? 


Ans. There is no remedy for eddy currents other than the 
purchase of a new armature, or reconstruction. 


The fault may be detected by exciting the field magnets and running 
the machine on open circuit, with the brushes raised off the commutator 
for some time, when the armature will be found to be excessively heated. 


Ques. How does moisture in the armature coils affect the 
armature? 


Ans. The effect of this fault being to practically short cir- 
cuit the armature, a heating of the latter results. In bad cases, 
steam or vapor is given off. 


Ques. What is the effect of short circuits in the armature? 


Ans. It produces overheating. 


Ques. What trouble is likely to occur when the armature 
is not centered in the armature chamber? 


Ans. A heating of the bearings is liable to be occasioned 
through the attractive forces developed by the center of the 
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armature core not being parallel with the center of the armature 
chamber or bore, or through the core being nearer one pole 
piece than the other. 





Oil Pressure 
Geuge 






Oil levei 


Fie. 933.—Forced system of lubrication as applied to engine of General Electric generating 
set. In engines employing the forced system of lubrication the crank pit, which is 
formed by the columns, is accessible through doors in the front and back of the engine. 
The base of the engine forms an oil tank to which is attached a small plunger pump driven 
by an eccentric on the shaft. The lubricant is carried under Pressure to the various parts 
of the engine by the mechanism shown in the accompanying diagram. The oil is forced 
by a pump to a groove in the main bearing; and a drilled hole in the shaft connects this 
groove with the crank pin. From the crank pin box the oil is farther forced tothe wrist 
pin through the pipe running along the side of the connecting rod. The passage in the 
cross head allows the oil to be forced from the wrist pin to the guides. As the oil is forced 
from one bearing to another, it is quite important that the bearing caps be set cight, 
otherwise the oil will escape before reaching the last bearing. After passing through the 
bearings, the oil is collected in the base, strained and used again. The oil should be free 
from foreign substances, and to guard against the introduction of any foreign matter, a 
strainer, which may be taken out for examination or cleaning, is attached to the suction 
valve of the pump. An oil pressure of from 10 to 20 Ibs. should be maintained, and may 
be regulated by ádjusting the set screw on the relief valve of the oiling system. 
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This may result from unequal wearing of the bearings, and therefore 
the bearings should either be relined or the bolt holes of the bearings re- 
adjusted, or the bearings packed up until the armature is correctly centered. 


Ques. What happens in case of breaks in the armature 
coils? 


Ans. This fault results in local heating of the armature. 


It is because resistance is interposed in the path of the current at the 
fracture. It always results in sparking at the brushes, and the heating 
being confined to the neighborhood of the bre- . 


Ques. What are the effects of opecation above the rated 
voltage and below normal speed? 


Ans. Voltage above normal is a possible cause of heating, 
and operation below normal speed calls for an increase of field 
strength and reduces the effective ventilation, thus tending to 
cause heating. 


Ques. How may the field magnets become heated? 


Ans. By excessive field current; eddy current in pole pieces: 
moisture; short circuits. 


Ques. What may be said with respect to excessive field 
current? 


Ans. When heating results from this cause, all the exciting 
coils will be heated equally. 


It may be due to excessive voltage, in the case of shunt dynamos; ot 
to an overload in the case of compound and series dynamos. In either 
case it may be remedied by reducing the voltage or overload. 


If due to the coils being incorrectly coupled up, that is, coupled up in 
parallel instead of in series, it will be necessary to rectify the connections 
or insert a resistance in series. 
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Ques. State the causes of eddy currents in the pole pieces. 


Ans. This fault may be due to defective design or con- 
struction of the armature. Slotted armatures are particularly 
liable to cause this fault, if the teeth and air gap be not properly 
proportioned. The defect may also be occasioned by variation 
in the strength of the exciting current. 

If due to this latter cause, it will be accompanied by sparking at the 
brushes. If a shunt dynamo, insert an ammeter into the shunt circuit, 
and note if the deflection be steady. If this be not the case, the variation 


in the current most probably results from imperfect contacts thrown 
into vibration. 


Ques. How is the insulation affected by moisture? 


Ans. Moisture tends to decrease the insulation resistance, 
thus in effect producing a short circuit with its attendant 
heating. 


Ques. How is moisture in the field coils detected? 


Ans. It is easily detected by applying the hand to the coils, 
when they will be found to be damp, and in addition steam or 
vapor will be given off where the machine is working. 


The fault may be remedied by drying and varnishing the coils. 


Ques. What is the indication of short circuits in the field 
coils? 


Ans. Unequal heating of the field coils. 


If the coils be connected in series, the faulty coil will be heated to a less 
extent than the perfect coils; if connected in parallel, the faulty coil will 
be heated to a greater extent than the perfect coils. The former can. thus 
be easily located. 
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TEST QUESTIONS 


1. What common mistake is made in regard to heat- 
ing? 
2. How is heating detected? 


3. What is the allowable rise of temperature, and how 
measured? 


4. What causes heating of the brushes; of the bearings? 
5. What causes the armature to heat? 
6. What is the effect of eddy currents? 
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CHAPTER 32 


D. C. Motors 


An electric motor is just the reverse of a dynamo; it is a 
machine for converting electrical energy into mechanical energy. 









ARMATURE 
armature inouceo REVERSE FIELD 


TO CURRENT FLOWING 
ROTATION VOLTAGE DUE A. ARMATURE. COIL 
4 


Fries. 935 to 9?R.—How a D. C. 
Motor Works, I. operation depends 
on three electrical conditions: 1, a mag- 
netic field die to the field magnets 
(fig. 936), 2, an armature field due to 
applied current flowing through arma- 
ture coils (fig. 537) which makes arma- 
ture virtvally a magnet, the polarity be- 
ing indicated by the small arrows 
marked ''incuced N pole"; 3, a reverse 
voltage (indicated by arrow R fig. 
938,) .nduced bv movement of coil in 
the magnetic úeld. which opposes the 
fox, of the applied current in armature 
coil. 
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Етаѕ. 939 io 942.—How a D. €. Motor Works. II: Cycle of operation: Fig. 939, begin- 
ning of revolution, armature and magnet poles in opposite directions and hence they (“like” 
poles) oppose each other. This is the dead center position as there is no magnetic tendency 
to rotate armature, since magnetic lines of magnets and armature are parallel, but momentum 
of the armature(assumed to be rotating) carries it past this dead center (just as a steam engine 
passes its dead center), then a clockwise torque is produced by the opposition of like poles. 
Fig. 910, 14 revolution position; armature poles at right angles or midway' between magnet 
poles; here the torque is due to fhe equal turning forces of repulsion of like poles and attrac- 
tion of unlike poles. Fig. 941, )4 revolution position; at this instant the armature polarity 
is reversed by the reversal of current flowing in the armature coil due to brushes passing to 
opposite segment of commutator, the magnetic lines being parallel, give a second dead center 
with like poles repelling each other in a similar manner as in fig. 939, momentum carrying the 
armature past the dead center. Fig. 942, 34 revolution position, armature poles again at right 


D. C. Motors 709 


The electrical energy delivered by the dynamo must be 
obtained from a steam engine, gas engine, or other power; 
the mechanical energy obtained from the motor comes from the 
energy of the current flowing through its armature and field. 


Ques. What is the construction of a motor? 


Ans. It is constructed in the same manner as a dynamo. 





FAc. 943.—General Electric d.c. Motor (3 to 200 4p.) Six external leads are brought out 
on both shunt and compound motars. 


Any machine that can be used as a dynamo will, when supplied with 
electrical power, run as a motor, and conversely, a motor when driven by 
mechanical power, will supply electrical energy to the circuit connected 
to it. Dynamos and motors, therefore, are convertible machines, and the 
differences that are found in practice are largely mechanical; they arise 
chiefly from the conditions under which the motor must work. Hence, 
the study of the motor begins with a knowledge of the dynamo, and 


———— 
Fras. 939 to 942.— Text continued. 
angles or midway between magnet poles; here (as in fig. 940) the torque is due to the equal 
turning forces of repulsion of like poles and attraction of unlike poles. Now, at all times 
the rotation of the armature induces an electric pressure in the coil in a direction opposite 
to the current applied to the armature as indicated by the dotted arrow, called the reverse 
voltage; which tends to reduce the current applied to armature. 
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Ела. 944.— Principle of the electric motor as illustrated by experiment showing effect of 
magnetic field on a wire carrying an electric current. Leta vertical wire ab be rigidly at- 
tached to a horizontal wire gh, and let the latter be supported by a ring or other metallic 
support as shown, so that ab is free to oscillate about gh as an axis. Let the lower end of 
ab dip into a trough of mercury. When a magnet is held in the position shown and a cur- 
rent from a cell is sent through the wire as indicated, the wire will move in the direction 
shown by the arrow f, that is, at right angles to the direction of the lines of magnetic force. 
Let the direction of the current in the wire be reversed, then the direction of the force acting 
on the wire will be found to be reversed also. The conclusion is that a wire carrying a curt- 
rent in a magnetic field tends to move in a direction at right angles both to the direction of the 
field and to the direction of the current. The relation between the direction of the magnetic 
lines, the direction of the current, and the direction of the force, is often remembered by 
means of the following rule, known as the motor rule, ana which differs from the dynamo 
rule only ir that it is applied to the fingers of the left hand instead of to those of the right. 
Let the forefinger of the left hand point in the direction of the magnetic lines of force and the 
middle finger in the direction of the current sent through the wire, then will the thumb, at right 
angles to the other two fingers, point in the direction in which the wire is urged. 


NOTE.—One difference between a dynamo and a motor is. that whereas the brushes are 
advanced in the direction м rotacion in a dynamo, to keep them ahead of the neutral line 
under load, in a motor they are 1.0ved the other way because armature reaction is different 
in a motor than in a dynamo. 


NOTE.—In the dynamos and motor ratings of machines by manufacturers the r.p.m, 
rating when run as a dynamo is a little higher than when run as a motor. Thus one manu. 
facturer rates a certain machine at 1,175 r.p.m. as a dynamo, and at 1,000 1.p.m. as a motor. 
The lower speed as a motor is partly due to the fact that the dynamo operates with a rheo- 
stat in series in the field and so with weaker field. 

OA 
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accordingly the student should understand thoroughly all the fundamental 
principles of the dynamo, as already given, before proceeding further with 
the study of the motor. 





Fic. 946.—Xe/lance meier coxsirurilon d. Field frame with main poles and coils, also 
sommutating poles and coils. 
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REVERSES CURRENT № 

. Fras. 947 to 952 —Hotw a D. €. motor works. ПІ. Fig. A, current flowing through the coil, 
LARF, induces a N, pole on the side next to the S, pole of the field magnet and a S, pole on 
the side next to the N, pole of the field magnet; the attraction of unlike poles causes the coil 
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Principles of the Motor.—All the early attempts to intro- 
duce motors failed, chiefly because the law of the conservation 
of energy was not fully recognized. This law states that energy 
can neither be created nor destroyed. 

Early experimenters discovered, by placing a galvanometer 
in a circuit with a motor and battery, that, when the motor was 
running, the battery was unable to force through the wires so strong 
a current as that which flowed when the motor was standing still. 
Moreover, the faster the motor ran, the weaker did the current 
become. 
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Fries. 953 and 954.—D.€. Motor principles, 1. А single coil molor has "dead centers," the 
same as a one cylinder steam engine. Fig.953, coil in vertical position; fig. 954, coil in second 
vertical position (180? from position fig. 953). When the plane of the coil is perpendicular 
to the field, the poles induced in the armature are parallel to field for either vertical position 
of the coil, that 1s, the induced lines of force and field lines of force are parallel and in the 
same planes, hence no turning effect is produced. Of course, in practice, where there is a 
multiplicity of coil, there can be no "dead centers." An undistorted field 1s here assumed. 








Fries. 947 to 952.—Text continued. 
to turn in the direction indicated by the arrow. Fig. B, As the coil passes its vertical 
position, the commutator reverses the current, which reverses the induced pole as shown; 
the repulsion of like poles rotates the coil as indicated by the arrow. Fig. C, shows coil ina 
horizontal position; in this position both altraction and repulsion of unlike and lke poles 
respectively act equally to rotate the coil. Fig. D, shows coil just before reaching its vertica! 

. position; here the coil is rotated principally by the attraction of unlike poles Fig. E, shows 
coils just after passing vertical position with reversal of current which maintains the proper , 
relation of induced and field poles to continue the rotation in the same direction, Fig. F, coils 
again in horizontai position showing equal attraction and repulsion of poles. 
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Ques. Why does less current flow when the motor is 
running than when standing still? 
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Fre. 955.— D.C. Motor principles, 2. The rotation of the coil in the magnetic field induces a 
reverse pressure which opposes the flow of current in the coil. Applying Fieming s rule to in- 
ductor LA, which is moving upwar |, it is seen that the induce 1 pressure t, is in a direction 
directly opposite to that ci the current H, and so opposes its flow; it ia accordingly called the 
reverse pressure. 
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Figs. 956 and 957.—D.C. Motor principles, 3. The amount of curzent flowing through the coil 
decreases as the speed increases. As the speed of rotation increases the reverse pressure in- 


creases, thus presenting more and more opposition to the current in the coil which reduces 
the amount of flow. 
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Ans. Because the motor, on account of its rotation acts as a 
dynamo and thus tends to set up in the circuit a reverse pressure. 
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Fito. 958.—Reliance motor construction z. Field coil being taped with linen tape, halt 
lapped. Note re-enforcements at corners and leat protection. Coil in foreground is ready 
for dipping and baking. 





Fias. 959 ta 961.— Reliance motor construction 3. A compound field coil being assembled 
on press board and fibre speol 
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Ques. What is the real driving force which causes the 
armature of a motor to rotate? 


Ans. The propelling drag, that ıs, the drag which the magnet- 
, ic field exerts upon the armature wires through which the cur- 
rent is flowing, or in the case of deeply toothed cores, upon the 
protruding teeth. 


The Propelling Drag.—In fig. 962, is shown the condition 
which prevails when a conductor carrying no current is placed 
in a uniform magnetic field. The magnetic lines pass straight 





Fie. 962.—Conductor, lying in a magnetic field and carrying no current; the field 1s not dis- 
torted whether the conductor be at rest or in motion. 


from one pole to the other. The field is not distorted whether 
the conductor be at rest or in motion, so long as there is no 
flow of current. This represents the condition in the air gap 
of a motor or dynamo, when no current is flowing in the arma- 
ture. 


= К qum —€———————— ——————— 
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Ques. What happens when a current flows in the conductor 


of fig. 962? 
Ans. lt sets up a magnetic field of its own as in fig. 968. 





Fics. 963 and 964.—Reliance motor construction 4. Completed shunt field coil with 
stabilizing winding. 
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Ques. What is the effect of this magnetic field? 
Ans. It distorts the original field (fig. 962) in which the 






DIRECTION OF 
MAGNETIC FIELD ——~ 


Fre. 967.-—Magnetic field in a plane at right angles to a wire carrying an electric current 





Fie. 968.— Conductor carrying a current in a magnetic field. The current flowing in the con- 
ductor sets up a magnetic field which distorts the originel field as shown, making the mag- 
netic lines denser on one side and less dense ori the other. This resultsina force upon the wire, 
which, in the case of a dynamo (fig. 975) opposes its movement, and which forms the pro- 
belling drag in the case of a motor (fig. 976.) 
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conductor lies, making the magnetic lines denser on one side 
and less dense on the other as in fig. 968. 


Ques. What is the nature of these distorted magnetic 
lines? 





ie. 970.—Reliance motor construction 7. Back bearing bracket containing self-closing 
oil hole cover, large oil overflow cup, and pocket under the oil weil for sediment. 
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Ans. They tend to shorten themselves to their original form 
of straight lines. 


Ques. What effect has this on the conductor? 


Ans. It produces a force on the conductor tending to push 
it in the direction indicated by the large vertical arrows, fig. 971. 


The distorted magnetic lines may be regarded as so many rubber bands 
tending to straighten themselves; the result then is clearly to force the 
conductor in the direction indicated. 3 
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Fic. 971.—D.C. Motor principles 4. Force of a magnetic field on a coil carrying a current 
due to the distortion of the field. 

According to Lenz’ law, the direction of the current in the armature 
of a dynamo is such as to oppose the motion producing it. When the 
armature of a dynamo is rotated, the bending of the lines of force of the 
main magnetic field due to armature reaction acts as a drag against the 
motion of the armature. Armature reaction increases with the increase 
of the armature current. Therefore, the effect of the drag increases with 
the increase of load and requires an additional expenditure of power to 
drive the armature. 

In a motor, the direction of the actuating current is the reverse of that 
of the armature current of a dynamo, consequently, the armature reaction 
which constitutes a drag, acting against rotation of the armature of a 
dynamo, becomes a pull in the direction of rotation of the armature of a 
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Fic. 972.—Reliance rotor construction 8. Front bearing bracket showing a channel 
shaped section in the arms, and deep outside ring 
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Fas. 973 and 974.— Reliance motor construction 9. Bearings. Grooves tor distribution 
of oil are shown in bearing at the right. At the end of the other bearing are shown the 
pressure relief grooves. These are drained by a large hole at the bottom. 


-————————— 








722 D. C. Motors 





motor and constitutes its real turning effect or /orque which is used at 
the pulley to do mechanical work. The greater the load applied to the 
motor, the greater will be the amount of current taken from the supply 
mains, and consequently, the greater the torque. 


Ques. What are the essential requirements of construc- 
tion in a motor? 


Ans. They are: 1, a magnetic field, 2, conductors placed 
perpendicular to the field, 3, provision for motion of the 
conductors across the field in a direction p:rpendicular to both 
themselves and the field, and 4, provision fo: current reversal. 


ANZ 


S 
F1os. 975 and 976.—Action of the magnetic force in a dynamo and motor. In the first instance 
according to Lenz’ law, the direction of the current induced in the wire is such as to oppose 
the motion producing it. In the operation of a motor, the current supplied in flowing through 
the armature winding distorts the field and thus produces rotation. In the figures, the direc- 


tion of the force is clearly indicated, remembering that the distorted lanes of force act like 
rubber bands tending to straighten and shorten themselves. 








The Reverse Pressure.— When an electric current flows 
through some portion of a circuit in which there is an electric 
pressure, the current will there either receive or give up energy. 
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according to whether the pressure acts with or against the 
current. 


This is illustrated in fig. 979 which represents a circuit in which there 
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Fra. 977.—Reliance motor eenstruction 10. Cross sectional view showing bearing con 
struction and precautions taken to keep oil from inside of motor. 
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Fia. 930.—Reliance motor constructtor 12. Lower section of split bearing housing par 
, tially rotated. 





Fie. 981.—Reliance motor construction 13. Armature core showing cast iron spider on 
which laminations are mounted and method of keying end flange in place. The keys are 
split at the enis and spread with a chisel, as shown. This construction prevents the keys 
coming out circumferentially. Any danger of their breaking out is eliminated by 34 in. 
section of metal beyond the kev 
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Ans. When no current is being generated by the dynamo, 
little power is required to drive it, but when the external circuit 
is closed and current is forced through it against more or less 
resistance, work is being done, hence more power is required. 


In other words, there is an opposition to the mechanical force applied 
at the pulley which is proportional to the electric power delivered by the 
dynamo. An opposing reaction or reverse pressure then is set up ina dynamo 
when it does work. 





Fic. 932.—Showing relative directions of armature current anl reverse electric pressure of a 
motor. When a motor is in operation, the wires around the periphery of its armature “cut” 
the magnetic lines of force produced by the field magnet exactly as in the case of the dynamo. 
Consequently, an electric pressure is induced in each wire, as in the dynamo armature. 
This induced electric pressure is in opposition to the flow of current due to the electric 
pressure of the supply circuit, and tends, therefore, to keep Cown the flow of current. The 
figure shows a single loop of wire, on the armature core connected directly to the source 
of electricity. With current flowing in the loop in the direction indicated by the arrows 
marked c, a magnetic field is set up in the direction indicated by the large arrow marked 
"direction of armature flux." With the field magnet energized so as to produce a field in 
the direction indicated by the large arrow F, the reaction between the two fields will turn 
the armature core in the direction indicated by the oth: arrow. As the core turns, the upper 
wire of the loop will cut the flux under the south pole of the field magnet, and the other side 
of the loop will cut the flux under the north pole. The result will be the induction of a re- 
verse electric pressure in the loop, the direction being indicated by the small arrows marked 
e. The actual flow of current in the armature is that due to the difference between the im- 
pressed and reverse voltage; the latter is proportional to the speed of the armature, the 
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Fics, 983 and 984.—Diagrams illustrating reverse pressure. Fig. 983 motor at slow speed; fig. 
984 motor at high speed. In the operation of a motor, the conductors revolving in a mag- 
netic field have induced in them a voltage which opposes the applied voltage; this is called 
the reverse pressure and it is proportional to che speed. Now assume that the applied voltage 
or forward pressure is 6 volts and with a speed of 500 r.p.»i. as in fig. 983 the induced reverse 
pressure is 1 volt, this gives a resultant pressure of 6 — 1 —5 volts to produce a flow of current 
in the winding. Now if the speed be increased to 2,000 as in fig. 984 the reverse pressure will 
increase to 4 volts, giving a resultant pressure of 6 —4 —2 volts available for current flow. 


Fia. 982.— Text continued. 


number of armature wires and the strength of the magnetic field in the air gaps between 
the armature and the pole faces. The speed of a motor supplied with current at constant 
voltage varies directly with the reverse electric pressure also with other conditions fixed, the 
stronger the field, the slower the speed. Weakening the field will increase the speed up to 
the point where the increase in reverse electric pressure due to the increased speed cuts 
down the armature current below the value necessary to give the requisite puil at the arma- 
ture periphery. When this point is reached, any weakening of the field will reduce the 
speed of the armature. The pull or terque of a motor armature is directly proportional to the 
strength of the magnetic field, and to the strength of the armature current, the number 
of armature inductors being fixed. In a field of constant strength, therefore, the pull of the 
armature depends on the amount of current passing through the winding. The torque 
must be just sufficient to overcom.? the load; if in excess, the speed will increase until the 
increase of the reverse electric pressure reduces the current and the increase of speed increases 
the load to the point of equilibrium between load and torque. If the torque be insufficient 
for the load, the speed will diminish until equilibrium is established, assuming the motor to be 
running on constant voltage circuit. 
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Ques. In the operation of a motor what is the nature of 
the reverse pressure? : 


Ans. It is proportional to the velocity of rotation, the 
strength of the magnets, and to the number and arrangement of 
the wires on the armature, that is, the reverse voltage depends 
on the rate at which the lines of force are cut. 
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Fias. 985 and 986.—Water and electric circuits; hydraulic analogy between pump-water motoe 
and dynamo-electric motor installations. In the diagrams 


Theipump t eae corresponds:to-- а ас ноти снесе the dynamo 

The discharge pipe.......... ... £u E NUES EUN EN EU Me КЕ the 4- wire 

The suction рире................ и Peck e the — wire 
The-valves А У MUS UU RENI IS CE the switch 

The water мог ............... ји О Ар electric motor 

The water pressure (called head) a ee canst ees electric pressure (called voltage) 
The flow in galls, per minute..... Г ин amoeres 

ТћЋе зіге ОЁ ріре................. x ни eee ae eee size of conductor 
The foot pounds................ B НЕИН e watts 


The points of highest pressure are at the discharge valve and positive brush; the points of 
lowest pressure at the suction valve and negative brush. The larger the diameter of the pipes 
the less resistance is offered to the flow of water, and the larger the diameter of the conductors, 
the less resistance is offered to the flow of electricity. The more water required by the water 
wheel, the more power is required to drive the pump. The more electricity required -by 
the motor. the more power is required to drive the dvnamo. 
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Ques. Describe an experiment which shows the exist. 
ence of a reverse pressure in a motor. 


Ans. The apparatus required consists of a small motor, 
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Mie. 987.—Keliance motor construction 14. Armature core w'th shaft. The flange acts 
as a support for the armature coil; and the pressed steel fingers proviae an end support for 
the. Juminations extending to the edge of the teeth. 
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Ето5. 988 to 990.— Reliance motor construction 15. Armature with shaft removed. 
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battery, and ammeter. They should be connected in one cir- 
cuit and the deflection of the ammeter observed when the arma- 
ture is held stationary, and when it rotates with various loads. 


In an experiment of this kind made on a motor with separately excited 
magnets, the following figures, were obtained: 


Revolutions per minute 0 50 100 160 180 195 
Amperes 20 16.2 12:2 7.8 6.1 5.1 


Apparently, if the motor had been helped on to run at 26114 revolutions 
per minute, the current would have been reduced to zero. In the last 
result obtained, the current of 5.1 amperes was absorbed in driving the 
armature against its own friction at the speed of 195 revolutions per minute. 


Ques. Explain the action of the current supplied to a 
motor for its operation. 


Ans. 'The motor current passing through the field magnets 
polarizes them and establishes a magnetic field, and entering 
the armature, polarizes its core in such a way that the positive 
pole of the core is away from the negative pole of the magnetic 
field, and the negative pole is away from the positive pole of 
the magnetic field. The magnetic repulsions and attractions 
thus created cause the armature to rotate in a position of mag- 
netic equilibrium or so as to bring its positive and negative poles 
opposite the negative and positive poles respectively of the 
magnetic field. It is evident that unless suitable means were 
provided to reverse the polarity of the armature core at the 
instant it reached the position of the magnetic equilibrium, the 
armature would not rotate any further. The construction is 
such that the polarity of the armature core, or the direction of 
` the current in the armature coils is reversed at the proper in- 
stant automatically by the commutator, thus giving continuous 
rotation. 


The operation of a series motor is shown in figs. 991 to 994. 


\ 


79 


D. C. Motors 





inguine 9u) 0j pardde quand ay) 0} э3150440 цопзэир е иг роз э41 и! элп55эла 1212312 UB SION pul 
зилецие эц1 JO чотувлој 9941 зошиу ЦЕ зе мом *sajod axijun jo uorjoea1;? pue sajod ot] Jo uorsinda1 jo $2210] Suiuun yenba ay) 
0) anp 4! опблој 241 (266 '39 ш зе) элэц 'зэю4 1эийеш изэм12а Аемрии JO so|Sue 11311 3e uresiv sood oJnjeurre *uorjisod цоп 
-пјоләл 76 168 "Br i193u22 peap 2 jsed aim Rug au) Зале uinjuauloul 166 "3ij ut Se JP[rus J9ujo qogea Sutjjedai ‘sajod E 
wa 191u32 pe9p puo»es € э^18 Чэцедеа Яша sour oreuSeur au) от упшшоз јо 31211823 ay1soddo 03 Zutssed saysniq оз эпр 
[loo 91njeurie au; ut Sutaop 3022Jn2 JO [$1542 31 ка рәѕләлә st AiuPjod элазеиале эцз иелзит $143 38 *uonisod uorinjoAai1 54 
£66 “By ‘sajod exijun jo uoroe1je pug sojod axi[ jo uots[nda1 jo $2210) utum? јепба 293 01 зпр 51 25101 291 219 :59104 зэи3еш 
иээмзэ4 Аемрим 20 ѕә]ӣие зчём 38 sajod aunjeunr :uonsod uonnjoAa1 74 266 -3y :uorour ui eq элеше у шпуоәшош ој зпр 
Jey? 1d39XƏ 31270- 07 K3ugpua) ou *uonisod ,,193u32 pE9p,, 19470 чзвз asoddo (sajod ,,3x1[,,) 42u1 o»ueu pug ѕиоцээлр 31150ddo ut 
sgjod jauseu pur ainj}euse *uornjoA21 jo 3utuutioq [66 Up csonpíado fo 3]2K)) ‘SYON 103014 $81428 р пон — $66 91 166 “SOL 


Q3S903^3d 
Ai1ujvi1Od 3udnivwWuv 






7331439 


4 3nbgoy и? 











а, | 
A3U*( wA 


m aum 


732 D. C. Motors. 


Direction of Rotation of Motors.—In the case of either a 
motor, or a dynamo used as a motor, the direction in which the 
armature will rotate is easily found by the left hand rule, as 
illustrated in fig. 1,010, when the polarity of the field magnets 
and the direction of currents through the armature are known. 


BoTATION | зоном ARMATURE 
yo m CURRENT 
REVERSED: 







Fic. 995 and 996.— D.C. Motor principles, 5. 1f the current through the coil be reversed (by 
reversing in external circuit) the direction of rotation ts reversed. In ig. 995 coil turns clock- 
wise due to attraction of unlike poles; in fig. 9.6 coil turns counter-clackwise due to repulsion 
of like poles. 


ОТАТ! FIELD 
ROTATION ROTATION 
gy Goose: те 


Fic. 997 and 998.— D.C. Motor principles, 6. If the polarity of the field be reversed (in practica 
by reversing the field current through the electro-magnet) the directian of rotation ts reversed. 
In fig. 997, coil turns clockwise due to attraction of unlike poles ; in fig. 998, coil turns counter 
clockwise due to repulsion of like poles. 
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"Fic. 999.—Reliance motor construction 16. Forcing out armature shaft. 
e 





Fies..1,000 and 1001.—Relience motor construction 11. Armature coils after first baking 
and ready for taping. 
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Ques. How may the rotation of a motor' be reversed? 


Ans. By reversing either the current through the fields, or 
the current through the armature. 


The effect of this is shown in figs. 995 to 998. 
Ques. What will happen if both currents be reversed? 


Ans. The motor will run in the same direction as before. 
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FiGs. 1,002 and 1,003.—2D.C. Motor principles, 7. If the polarity of both the field and coil 
be reversed, the direction of rotation remains the same. Before and after reversal (figs. 1,002 
and 1,003) the attraction of unlike poles rotates the coil in the same direction. 

Ques. What is the effect of supplying current to a series 
dynamo? 


Ans. It depends on the method of connection as shown in 
figs. 1,006 and 1,007. 


Ques. What is the result of reversing the direction of 
current at the terminals of a series motor? 


Ans. It will not change its direction of rotation, since the 
current still flows through the armature in the same direction 
as through the field. 
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Ques. What is the behavior of a shunt dynamo when used 
as a motor? 
Ans. Its direction of rotation remains unchanged. 





d 


Fic. 1,004.—Reliance motor construction 18. ‘Taping armature coils with oiled muslin, 





Fic. 1,005.— Reliance motor construction 19. Taping armature coils with cotton tape. 
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SSS 
Ques. Why is this? 


Ans. Because if the connections be such that the current 
supplied will flow through the armature in the same direction as 
when the machine is used as a dynamo, the current through 
the field will be reversed, since the field windings are in parallel 
with the brushes. 


Armature Reaction in Motors.—In the operation of a motor 
the reaction between the armature and field magnets distorts 
the field in a similar manner as in the operation of a dynamo. 







MAGNETIC 
LINES 
OF FORCE 


DIRECTION OF 
CURRENT IN 
CONDUCTOR 


Fic. 1,010.—The “left hand rule” for direction of motion in motors. Place the left hand, as 
shown, so tual t e thumb points in the direction of the current, the 3rd, Ath and 5th fingers in 
the direction of the lines of force, then will the 2nd or forefinger, at right angles to the others, 
point in the direction in which the conductor is urged. 


A current supplied from an outside source magnetizes the arma- 
ture of a motor and transforms it into an electro-magnet, whose 
poles would lie nearly at right angles to the line joining the pole 
pieces, were it not for the fact that negative lead must be given 
to the brushes. ` 


Negative lead is the amount of backward advance of the brushes against 
the direction of the rotation of the armature, measured in degrees from 
the neutral plane. 


x 
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If the brushes be given positive lead, that is, placed in advance of the 
neutral plane in the direction of rotation, the c:oss magnetizing force is con- 
verted into one that tends to increase that of the field magnets, while 
if they be given negative lead, it tends to demagnetize the field magnet. 

Since with positive lead the armature polarity strengthens that of the 
field magnet, it is possible, disregarding sparking, to operate a motor 
without any other means being taken to magnetize the field magnets, 
because the armature will induce a pole in the field magnet and then at- 
tract itself toward this induced pole. 


_COMMUTATING PLANE 
A 


ANGLE OF NEGATIVE LEAD 
NORMAL NEUTRAL PLANE 


POSITIVE 





„Fia. 1,011.—Current commutation in a motor, Considering the coil W, which is ascending, 
current is flowing through it from the top brush, while it is itself the seat of an electro- 
motive force that tends to stop or reverse its current. ‘The condition for sparkless com- 
mutation requires that during the interval the coil is short-circuited by the brush, the coil 
should be passing through a field that is not only sufficiently strong but one that tends to 
reverse the’ direction of its current. The coil is already in such a field, hence, commuta- 
tion must take place before it passes out of this field. To accomplish this the brushes must 
be shifted backward, that is, given negative lead, to overcome sparking. In other words, 
the commutating plane must be shifted back of the neutral plane in a motor instead of being 
placed in advance as in a dynamo. 


Ques. What effect has the cross magnetizing force on the 
field? 


Ans. It tends to shift the field around in a direction opposite 
to that of the rotation. 


x 
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Ques. What are the conditions of minimum sparking? 


Ans. 





Fic. 1,012.—Reliance motor construction 20. Second dipping of armature coils followed 
by baking. 





Fic. 1,013.—Reliance motor construction 21. Slot cell insulation which extends }2 in. 
beyond the core. Note strips of press board taped into continuous rings which insulate top 
and bottam layers of armature coils at the head. 
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that ıs, the current in the coil undergoing commutation must be 
brought to rest and started again in the opposite direction. 
This involves that while the coil is short circuited by the brush, 
it should be passing through a field that tends to reverse the 
direction of the current. Since the coil is already in such a 
field, the act of commutation must take place before it passes: 
out of this field. Accordingly, a negative lead must be given 
the brushes. 





Fic. 1,014.—Railway motor. This type of motor, since it must operate under cars, has taken 
on the peculiar form under which it is most familiar. As illustrated, the case is of such 
shape that compactness and water proofing are secured, and the means of attachment to 
the car axle and support from the axle and truck frame are provided. 


Method of Starting a Motor.—Although motors and dyna- 
mos are practically similar in general construction and either 
one of them will act as the other when suitably traversed by 
an electric current, there are certain differences between the 

‘connections and accessories of a machine operated as dynamo 
and one employed as a motor. 


For instance, when a machine 1s operated as a dynamo, it is first 
driven up to a speed until it has excited itself to the right pressure, 
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and then it is connected to the circuit; but when a machine is used as a 
motor it will not start until it has been connected to the circuit, and this 
must not be done until the proper precautions have been taken to ensure 





Frye. 1,015.—Relianee motor construction 22 


22. Strips of hard fibre are taped to the coil 
supporting ring. Ome layer of oiled muslin tape is followed by one of cotton tape. 





Fic. 1,016.—Reliance motor construction 23, [Inserting canvas insulation. at front head 
of armature between the cails and leads. 
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Vres. 1,017 to 1,020.— Diagrams illustratinz necessity for using a rheostat in starting a motor. 
If, when the motor is at rest, the entire pressure be applied to the armature by closing a 
switch as in fig. 1,017 the initial rush of current through the armature would be so great that 
there would be danger of burning out the coils before the armajure reached a speed such as 
would give a reverse voltage high enough to cut down the current to a safe value. Figs. 1,018 
to 1,020, show how the current is kept within safe limit in starting by the use of a rheostat. 


NOTE.—Starting without using rheostat would cause very serious mechanical shock 
co the motor and all its parts; an abnormal current would blow fuses, and make trouble at other 
parts of the distribution system; the enormous pull would throw off the belt or produce a rapid 
increase in speed of the driven machinery which is ut terly impractical for it to sustain. 
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that the current, which will pass through it when so connected, will not 
be excessive and thereby result in serious injury to the motoi. For this 
reason a rheostat or variable resistance, commonly called a starting box 
is usvally inserted in the armature circuit of a motor to prevent an undue 
rush of current before the motor attains its speed, and subsequently the 
speed is regulated by the cutting in or out of the circuit of certain extra 
resistances which constitute the controller used on a series motor re- 
quiring variable torque at variable speed, as in the case of elevator or 
electric traction service. 


ARMATURE. 






OFF 
POSITION 


RHEOSTAT 


Fie. ],021.—Series motor connections. <A series motor on a constant voltage circuit does not . 


have a constant field strength, and does not run at unicorm speed. If the load be taken 
off it will run at excessive speed. To start the motor, the circuit is completed through 
a variable resistance or rheostat by moving the switch S, so that the resistances R, Ri, Rz, Ra, 
are gradually cut out of the circuit. To stop, the switch S is moved back to its "off" position. 


Classes of Motor.—Motors are classified in the same manner 
as dynamos. The fields may be either bipolar or multi-polar, 
and with respect to the type of armature winding employed, 
motors are classed as: 


1. Series wound; 


о Ра — — gr 
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2. Shunt wound; 
3. Compound wound. 


Series Motors.—A series motor is one in which the field 
magnet coils, consisting of a few turns of thick wire, are con- 
nected in series with the armature so that the whole current 
supplied to the motor passes through the field coils as well as 
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Fig! 1,022.—Characteristic curves for a Westinghouse type MC-50 230 volt series wound 
enclosed motor for a steel mill crane and hoist service. 


the armature. Fig. 1,021 is a diagram of a series motor showing 
the connections and rheostat. | 


Ques. What are the characteristics of a series motor? 


Ans. The field strength increases with the current, since the 
latter flows through the magnet coils. If the motor be run ona 
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. 
Fic. 1,023.— Relianee motor construction 24. A strip of canvas is woven between the top 
leads as they are connected to commutator. 





Fic. 1,024.—Reliance motor construction 25. Complete armature is immersed in of 
proof and water proof insulating varnish. This is followed by a final baking. > 
NOTE.-—Effect of increase of load on series motor: It slows down due to the fact that 

it has not enough current flowing through it to furnish the required pull, but as it slows down 
and current begins to rise, tle field is getting stronger, which helps out on the pulling effect 
but acts against the decrease of reverse pressure. Hence a much greater «hange in speed occurs 
for a given change in current than would be found for the same machine wound as a shunt motor. 
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constant voltage circuit, with light load, it will run at a very 
high speed; again, if the motor be loaded heavily, the speed will 
be much less than before. | 
Ques. For what kinds of service are series motors not suited? 
Ans. Series motors should not be employed where the load 
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Fre. 1,025.—D.C. Motor principles, 8. A series motor has a strong starting torque. Since all 
the current flows through the magnets as well as through the armature'coil, and since very 
little reverse pressure is developed at starting the turning force is considerable. 


may be entirely removed because they would attain a dangerous 
speed. They should not be used for driving by means of belts, 
because a sudden release of the load due to a mishap to the belt 
would cause the motor to “run away.” 

Very small series motors may be used with belts since their compara- 


tively large frictional resistance represents an appreciable load, restraining 
che motor from reaching a dangerous speed. 
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Ques. For what service are series motors adapted? 
Ans. For gear drive. 
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Ета. 1.026.— Reliance motor construction 26. Sectional view of commutator. 





Fig. 1,027.—Reliance motor construction 27. Commutator ready for assembly on sleeve 
with metal V ring and mica collars. After assembling a special varnish treatment is applied 


to both the front an1 rea: of the commutator. 
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Figs. 1,028 to 1,030.—Reversing the direction of rotation of a series motor. 
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Fig. 1,023 shows the connections for counter clockwise 
flow in its original direction (from D to C) in the field 


y changing the two connections on the brushes A and B 


- o ——— Ee 
C. Motors 
83 In the case of a sudden re- 
x lease of the load, the gears 


3 leading tothe rheostat and motor directly, 


If the wire: 
, because by so doing, both the armature and field magnet currents would 


y leaving the direction of the current in the armature 


fig. 1,030. 


C2), or 2, b 


The motor may be reversed: 1, by allowing the current to 
magnet coils, and altering the direction of the armature current b: 


original direction, and reversing that of the field current, asin 
were reversed there would be no reversal of the motor 


be reversed. 


connecting C to A and B to the return wire as in lig. 1 


rotation. 


provide some load on account 
of the frictional resistance of 
the gear teeth. 


Ques. What advantage 
is obtained with series 
mo.ors with respect to 
the connections? 


Ans. A single wire only 
proceeds from the rheo- 
stat to the motor, so 
that, with the return 
wire, only two wires are 
required. 


Ques. For what serv- 
ice are series motors 
especially adapted? 


Ans. Series motors are 
used principally for elec- 
tric railways, trolleys, and 
electric vehicles, and sim- 
ilar purposes, where an 
attendant is always at 
hand to regulate or con- 
trol the speed. They are 
also used on series arc 
light circuits in which the 
current is of constant 
strength. 
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Fic. 1,031.— Reliance molor construction 28. Completed commutator, 








Fia. 1,032.—Keliance motor construction 29. Brish yoke with brush studs, insulation and 
brush holders. 





NOTE.—A series motor running without load may speed up to the point where it wrecks 
itself, 1t is necessarv on this accounti to be always attended by someone whose duty it is to 
regulate the speed. 
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Very small motors are generally provided with series 
windings. 


Shunt Motors.—A shunt motor may be defined as one in 
which the field coils are wound with many turns of compara- 
tively fine wire, connected in parallel with the brushes. The 
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Fros. 1,033 and 1,034.—D. C. Motor Principles 9.—8Series motor with variable load. Since 
the same current passes through both the armature and field coils the strength of the magnet 
field varies with that of the armature field. Now if a heavy load cause the motor to slow down 
as in fig. 1,033, the reverse voltage will be reduced and a large current will flow through 
both armature and magnets producing a very strong torque to carry the load. Again, if 
the load be reduced, as in fig. 1,034, the motor will speed up and increase the reverse voltage 
which by cutting down the current will weaken both the armature and magnet fields until 
equilibrium with the load is established. Т 


current then is offered two paths: one through the armature, 
and one through the field coils. 


NOTE.—-A shunt motor is commonly though erroneously called a constant speed molor. 
In small shunt motors the change in speed from no load to full load is about 6 per cent, while in 
large ones it is less. 

NOTE.—Weakening the field of a shunt motor as by putting resistance in geries with 
the magnet winding ani decreasing current through it, will cause it to increase its speed. 
Weakening the field r duces t +: reverse pressure. This causes an increase in current through the 
armature and a pulling effort is produced more than that which is required for the load. The 
motor accelerates until the reverse pressure is increased to cut down the current again to that 
required to propel the load. 
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Ques. What may be said with respect to the speed of a 
shunt motor? 


Ans. It is practically constant with varying loads. 


The variation of speed ranges from js to 5 per cent., except in the case 
of small motors, in which the variation may be much greater. 
Ques. How should a shunt motor be started? 


Ans. To properly start the machine, the field coils must be 
fully excited. 
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Fra. 1,035.—Shunt motor connections. A shunt molor runs at constant speed on a constant 
voltage circuit. In connecting the motor in circuit, the field coils must be placed in circuit 
first, so that there is a certain amount of field strength to produce rotation of the armature 
and thus prevent excessive current through the armature. jif the field magnets were not 
put in the circuit first, the armature, at rest on receiving current, would probably burn out, 
because it is of low resistance, and would take practically all the current supplied, especially 
since no reverse voltage is generated in the armature at rest. The method of starting is 
shown in the illustration. To start, the switch is closed, and the rheostat lever pushed over 
so as to make contact with A and B, thus first exciting the magnets. On further movement 
of the lever, the rneostat resistances R, Ri, Rz, Ra, etc., are gradually cut out as the speed 
increases, until finally all the resistance coils are cut out. To stop, the lever is brought back 
1o its off position. 


It is, therefore, necessary to switch the magnet coils immediately on to 
the voltage of supply, while a variable resistance must be provided for 
the armature circuit. To get both connections at the same time, rheostats 
for shunt motors are arranged as shown in fig. 1,035. 
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Influence of Brush Position on Speed.—In the case of a 
shunt motor supplied with current at constant pressure, the 
speed is a minimum when the brushes are in the neutral plane, 
and the effect of giving the brushes either positive or negative 


lead is to increase the speed, especially with little or no load. 


Ques. Why does the speed increase? 


ROTATION, 





Fie. 1,036.—Motor Principles, 10. A shunt motor (sometimes erroneously called ‘constant 
speed motor"), varies ils speed when the loud changes. With no external load the motor will 
run at maximum speed, inducing a high reverse voltage E, this will permit only a small arma- 
ture current I, giving ligit armature flux L, sufficient to balance the load. Now, if a load be 
thrown on, it will reduce the speed. This in turn causes the reverse voltage to decrease as 
from E, to £’, thus increasing the current through the arma:ure, siy from I to I’; this causes 
the flux to increase from L, to F, to balance the load. In practice the variation of speed is so 
small that the term “constant speed" is usually applied, though wrong. 


Ans. When the brushes are shifted from the neutral plane, 
the reverse voltage between the brushes is decreased, speed 
remaining unchanged. Accordingly, the pressure in the supply 


mains forces an increased current through the armature thus 
producing an increased armature pull which causes the speed 
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Figs. 1,037 and 1,038.—D. C. Motor Principles 11.—Shunt motor with variable load. The 
strength of the magnet field remains constant while that of the armature field varies. Now if a 
heavy load cause the motor to slow down as in fig. 1,037, the reverse voltage will be reduced 
allowing more current to flow through the armature which increases the torque till equi- 
librium is established between torque and load. Again, if the load be reduced, the motor 
will speel up, and since the field strength remains constant (instead of being reduced as in 
the series motor) this acceleration is quickly checked by the rapid rise of reverse voltage. 
there being very little difference in speed for either heavy or light load. 
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Fre. 1,039.—Characteristic curves for a General Electric type RC, 714 horse power 230 volt 
commutating pole shunt wound motor of open construction. 
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Fig. 1,049 shows the connections for counter clockwise 


The motor may be reversed: 1, by allowing the current to flow in its original direction through the field magnet coils 


current to (low in its original direction (from B to A) and reversing the current through the field coils (from C tu D) asin fig. 1,042. 


(from D toC), and reversing its direction through the armature (from A to B) as in fig. 1,041, or 2, by allowing the armature 


Fias. 1,040 to 1,042 —Reversing the direction of rotation of ashunt motor. 
rotation. 





to increase until the reverse 
voltage reaches a value suf- 
ficiently large to reduce the 
current to the value re- 
quired to supply the neces- 
sary driving torque. 


Compound Motors.— 
This type of motor has toa 
certain extent, the merits of 
the series motor without its 
disadvantages, and is 
adapted to a variety of serv- 
ice. If the current flow in 
the same direction through 
both of the field windings, 
then the effect of the series 
coil strengthens that of the 
shunt coil; this strengthen- 
ing is greater, the larger the 
armature current. 


Ques. Mention some 
characteristics of the com- 
pound motor. 


Ans. Since it is a com- 
bination of the shunt and 
series types, it partakes of 
the properties of both. The 
series winding givesit strong 
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torque at starting (though not as strong as in the series 
motor), while the presence of the shunt winding prevents exces- 
sive speed. The speed is practically constant under all loads 
within the capacity of the machine. 


Compound motors are used where there is a heavy load to be started 
as with the series motor and where at the same timc the speed limiting 
characteristics of the shunt wound motor is desired. A compound wound 
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Fia. 1.043.—Characteristic curves for a Westinghouse type MC-50, 230 volt compound wound 
enclosed motor for a steel mill crane and hoist service. 


motor should be used in preference to shunt wound motor where either 
the motor or the machine is to be started or reversed at frequent inter- 
vals, also where the load fluctuates and a fly wheel may be used to ad- 
vantage. In the latter case, the motor speed drops off as the load comes 
on, allowing the fly wheel to give up some of its stored energy. For severe 
mill service such as binding rolls the motors are heavily compounded, 
having only enough shunt winding to limit the light load operating speed. 
At heavier loads these motors have ail the operating features of series 
inotors 
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Fre. 1,044.—Compound motor connections for starting from a distant point. A compound 
winding may be used on motors for many different purposes. If the current flow in the 
same direction through both windings. then the effect of the series coil strengthens that cf 
the shunt coil. This strengthening increases with the load. Thus the motor gets, at in- 
creasing load, a stronger magnetic field, and will therefore, if the voltage remain constant, 
run slower than before. Accordingly, for a given current, the starting power will be greater 
than that of a shunt motor. With a decreasing load the motor will run faster. The com- 
pound motor has, to a certain extent, the merits of the series motor without its disadvan- 
tages. In the case of compound motors the starting at a distance with only two mains may 
be effected, just as in the case of the series motor. The connections are showr in the dia- 
gram. If the motor be regarded as being without the skint coil, then it is connected up 
exactly as the series mo*or in fig. 1,021. The current coming from the starter enters the 
series coil at F, flows through the series coil and leaves it at E, flowing from there to the 
armature brush B, through the armature to brush A, and from there through the second 
main back to the dynamo. The shunt winding is connected directly with the armature 
brushes A and B, and gets at starting, therefore, on'y a very small vcltage, hence its field 
is nearly ineffective. But on account of the series winding, the motor starts as a series 
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Ques. Describe the connections for starting a compound 
motor at a distance. 


Ans. Control at a distance can be effected with only two 
wires, just as in the case of a series motor. In the diagram fig. 
1,044, the current coming from the rheostat enters the series coil 
at F, and leaves it at E, thence it flows to the armature brush B, 
through armature to brush A, and from here back to the dyna- 
mo. The shunt winding, which is connected across the brushes, 
gets a very small voltage at starting and is accordingly very 
ineffective. The motor then starts as a series motor. The 
starting effect is smaller than in a series motor because of the 
fewer turns in the series winding, most of the available space 
being occupied by the shunt coils. 


Power of a Motor.—The word ‘‘power”’ is defined as the rate 
at which work is done, and is expressed as the quotient of the 
work divided by the time in which it is done, thus: 


work 
time 





power = 


The difference between power and work should be clearly 
understood. 


Ела. 1 044.—Text continued. 


motor. Obviously such a motor will not develop a very large starting power like a real series 
motor, for, on account of the large space occupied by the shunt coils, there is less space 
available for the series coils than with a series motor. A compound motor may, however, 
even with this arrangement, be easily started, provided the load on starting be not too heavy. 
When once running the armature will produce a reverse voltage and the shunt coil will be 
supplied with nearly the full terminal voltage. 





NOTE.—-Compound motor connections test. To ascertain that the series and 
shunt windings are connected accumulatively the following test may be made: Close the main 
line switch momentarily, with machine connected as a series motor (that is, with the shunt 
circuit open); if the direction of rotation when runnin thus is the same as when running as 
a compound motor, it is connected accumulatively. not, it is connected differentially and 
in this cane it will be necassary to reverse either ie series or the shunt connections at the 
controller 
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Work is the overcoming of resistance through a certain distance. 
It is measured by the product of the resistance by the space 
through which it is overcome, thus: 


work — distance X space 


For instance, in lifting a body гот the earth'against the attraction of 
gravity, the resistance is the weight of the body, and the space, the height 
to which the body is raised, the product of the two being the work done. 





Fi6s. 1,045to01,048.— Westinghouse field construction for small motors. Fig. 1,045, commutating 
pole and coil; fig. 1,046, laminated pole Piece; fig. 1,047, shunt field cail; fig. 1,048, compound 
field coil. In fig. 1,045 the coil is wound with heavy copper wire or strip, treated to resist oil 
and moisture. In fig. 1,016, the pole piece is proportioned to give graduated air gap, reduc- 
ing distortion of flux in air gap, and insuring quiet operation. The pole is fastened to yoke 
by two bolts. In fig. 1,047 the shunt field coil is wound on metal spools which prevent any 
movement of the coils; they are carefully insulated and treated to resist oil and moisture, 
also protected by outside layer of cord. 


The unit of work is the foot pound, which is the amount of work 
done in overcoming a pressure or weight equal to one pound through 
one foot of space. 
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The unit of power is the horse power which is equal to 33,000 
foot pounds of work per minute, that 1s: 


foot pounds per minute 


horse power = 
Jin 33,000 
The unit of power was established by James Watt as the power oí a 
strong London draught horse to do work during a short interval, anc 
used by him to measure the power of his steam engines. 


In order to measure the mechanical power of a motor, it is 





Fio. 1,049.— Westinghouse armature core and commutator assembled on sleeve in large 
machines. 


necessary‘ to first determine the following three factors upon 
which the power developed depends: 


1. Pull of the armature, in pounds; 

2. Distance in feet at which the pull acts from the center of 
the shaft; 

3. Revolutions per minute. 


Example.—lf the armature pull of a motor having a two foot pulley 


be such that a weight of 500 Ibs. attached to the rim, is just balanced, 
and the speed be 1,000 revolutions per minute, what is the horse power? 


Here, the distance that the pull acts from the center of the shaft is 
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one foot, hence for each revolution the resistance of 500 pounds is over- 
come through a distance equal to the circumference of the pulley or 


7 X diameter 23.1416 X 2 26.2832 feet. 


'The work done in one minute is expressed by the following 
equation: 


( work |} (у E rl 
{ per pm X of pulley p e — foot pounds 
(minute] | У) ИЕ пера ЕСС Jh QST | 


= 500 X 6.2832 х 1,000 =3,141,600 





tig. 1,050.—Prony brake for determining brake horse power. It consists of a friction band 
ring which may be placed around a pulley or fly wheel, and attached to a lever bearing upon 
the platform of a weighing scale in such a manner that the friction between the surfaces in 
contact will tend to rotate the arm in the direction in which the shaft revolves. This thrust 
is resisted and measured in pounds by the scale. In setting up the brake the distance be- 
tween the center of ihe shaft and point of contact (knife edge) with the scales must be accu- 
rately measured, the knife edge being placed al the same elevation as the center of the shaft. An 
internal channel permits the circulation of water around the interior of the rim as shown, 
to prevent overheating. 


Hence, the power developed is 


3,141,600 +33,000 =95.2 horse power. 


— - omnino .- Ao a ea eee | 
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Ques. What is ‘“‘brake” horse power? 


Ans. The net horse power developed by a machine at its 
shaft or pulley; so called because a form of brake is applied to 
the pulley to determine the power. 


Ques. Describe the apparatus used in making a brake test. 


Ans. Tests of this kind are usually made with a Prony brake 
as shown in fig. 1,C50. It consists of a band of rope, or strip iron 
as shown, to which are fastened: a number of wooden blocks, 
several carrying shoulders to prevent the con:rivance slipping 
off the wheel rim. The brake band is drawn tight, as shown, so 
that the blocks press against the surface all around. The brake 
thus formed is restrained from revolving with the pulley by two 
arms attached near the top and bottom centers of the wheels, 
and joined at the opposite ends to form a lever which bears upon 
an ordinary platform scale, a suitable leg or block being ar- 
ranged to keep its end level with the center of the shaft. 

By this arrangement the amount of friction between the brake band 
and the revolving wheel is weighed upon the scales. Since the brake fits 
tightly enough to be carried around by the wheel, but for the arms bearing 
upon the scale, the amount of frictional power exerted by the wheel in 
turning free within the blocks may be transmitted and measured, just as 


would be the case were a machinery load attached, instead of a friction 
brake. 


Ques. Why must the point of contact of the brake with 
the scales be level with the center of the shaft? 


Ans. In order to determine the force acting at right angles 
to the line joining the point of contact and center of the shaft. 


Ques. What is the distance beiween the center of the 
shaft and point óf contact with the scales called? 


Ans. The lever arm. 
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Ques. What three quantities must be determined. in a 
test in order to calculate the brake horse power? 


Ans. The lever arm, the force exerted on the scales, and the 
revolutions per minute. 


Ques. How is brake horse power calculated? 


Ans. From the following formula: 
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Fics. 1,051 and 1,052.—Side and end view of rope brake. This type of brake is easily con- 
structed of material at hand and being self-adjusting needs no accurate fitting. For large 
powers the number of ropes may be increased. It is considered a most convenient and re- 
liable brake. In the figure the spring balance, B, is shown in a horizontal position. This is 
not necessary; if convenient the vertical position may be used. The ropes are held to the 
pulley or fly wheel face by blocks of wood, O. The weight at W, may be replaced by a spring 
balance if desirable. To calculate the brake horse power, subtract the pull registered by the 
spring balance, B, from the weight W. The lever arm is the radius of the pulley plus one- 
half the diameter of the rope. The formula is, 


2T RN(W —B) 
33,000 
= 0001904 R N (W — B) 
In the formula R = radius from center of shaft to center of rope; N = rerolutions per 
minute; W = weight; B = pull on spring halance. 


*В.Н.Р. = 





*NOTE.—If B be greater than W, the engine is running in the opposite direction; in vhis 
case use the formula B. H. P. 5 .0001904 R N (B — W». 
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in which 


B. H. P.- brake horse power; 
L=lever arm, in feet; 
N =number of revolutions per minute; 
W — force in pounds at end of lever arm as measured by scales. 


Example.—|n making a brake test on a motor, the lever arm of the 
brake is 3 ft., and the reading of the scales is 30 lbs. When the motor is 
running 1,000 revolutions per minute, what is the brake horse power? 


Substituting the given values in the formula, 


22X3X1,000 30 _ 
B. H. P.= — 933000 =17.1 


Now, if the voltmeter and ammeter readings be 220 and 65 respectivelv, 
what is the efficiency of the motor at this load? 


The amount of power absorbed by the motor, or in other words, the 
input is 
_ 22065 





ЕВА =19.16 


and since the output is 17.1 horse power, 


Speed of a Motor.—The normal speed at which any motor 
will- run is such that the sum of the reverse pressure and the 
drop in the armature will be exactly equal to the voltage 
applied at the brushes. The drop in the armature is the differ- 
ence between the applied voltage and the reverse voltage. 


Mutual Relations of Motor Torque and Speed.—The char- 
acter of the wark to be done not only determines the condition 





 — — - — 
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of the motor torque and speed required, but also the suitability 
of a particular type of motor for a given service. There are 
three general classes of work performed by motors, and these 
require the following conditions of torque and speed: 


1. Constant torque at variable speed; 





Vro. 1,053.— Two path LF method of speed regulation of series motor. A rheostat is connected 
in shunt to the field coils as shown. The current from + brush divides at L between the 
magnet coils and the rheostat coils; the higher the resistance of the rheostat the less cur- 
rent passes through it, and the more through the magnet coils, hence the stronger the field 
magnet. 


Suitable for driving cranes, hoists, and elevators, etc., where the load 
is constant and has to be moved at varying rates of speed. 


Й 


2. Variable torque at constant speed; : 


Suitable for driving line shafting in machine shops, which must run at 


"m Na D ioi oap TERT E NINE ERA A aa DR RR VIR C RE T 
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constant speed regardless of variations of torque due to variations in the 
number of machines in operation at a time, or the character of work being 
performed. 


3. Variable torque at variable speed. 


Suitable for electric railway work. For example: when a car is started, 
the torque is at its maximum value and the speed zero, but as the car 
gains headway, the torque decreases and the speed increases. 
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Fre. 1,054.—Speed regulation of ashunt motor. The speed of a motor depends on the voltage 
of the current supplied and the f.eld strength. "The motor tends to rotate so fast as to pro. 
duce a reverse vollage nearly equal to that supplied to the brushes; hence, the speed varie, 
with the voltage supplied. By cecreasing this voltage then, the speed is Cecreased. Accord- 
ingly, the speed may be reduced by inserting, by means of a rheostat, a resistance in series 
with the motor, By inserting this resistance in the licld circuit, the voltage at the terminals 
of the motor is lowered, thus giving the condition necessary to reduce the speed. The 
arrangement for speed regulation shown in the figure includes a starting regulator and a 
shunt regulator. 


Speed Regulation of Motors.— The speed of motors con- 
nected to constant voltage circuits is usually regulated by the 
two following methods: 


t 
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1. By inserting resistances in the armature circuit of a shunt 
motor; 


2. By varying the strength of the field of a series motor. 
The first method is sufficiently explained under fig. 1,054 and the sec- 
ond method is illustrated in fig. 1,055. The controller switch S is so ar- 
ranged that a greater or lesser number of field coils can be inserted in 
the field circuit. When the switch arm ison point 1, the motor current will 





Fie. 1,055.—Variable field method of speed regulation of series motor. The field winding is 
divided into a number of sections with leads connecting with switch contact points as illus- 
trated. The speed then is regulated by cutting in or out of the circuit sections of the field 
winding thus varying the strength of the field. 


flow through all the field windings, and the strength of the field will be 
at its maximum. 


When the switch arm is moved so as to successively occupy positions 
2, 3, and 4, thus cutting out of circuit a greater and greater number of 
field coils the strength of the field will be gradually decreased until prac- 
tically all of the motor current is led or wired through the armature. 
Under these conditions, when the field of a motor is at its maximum 
strength, the motor torque will be at a maximum for any given strength 
of current, and the reverse electromotive force will also be at a maximum 
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for any given speed, therefore, when the field strength is increased the 
speed will decrease and vice versa. 


Ques. What results are obtained by this method of reg- 
ulation? 


Ans. The speed of a series motor may be nearly doubled, 
that is, if the lowest permissible speed of the motor be 250 
revolutions per minute it can be increased to nearly 500 revolu- 
tions per minute by changing the field coil connections from 
series to parallel. 






TO LINE 


TO LINE 


Frc. 1,056.—Double throw, double pole switch for reversing direction of rotation of a motor. 
The direction of rotation can Ee reversed by changing the direction of current in either the 
armature or the field coils. It is preferable, however, to reverse the direction of rotation 
by changing the direction of current through the armature. The switch is wired as shown, 
means of reversal being provided by. running the wires as indicated by the dotted lines. 


It is on this account, as much as on their powerful starting torque, that 
series motors have been until recently almost exclusively employed for 
electric traction purposes. 


Series Parallel Controller.—When two motors are used in 
electric railway work, their armatures are connected in series 
with each other and an extra resistance which prevents the 
passage of an excessive current through the armature before 
the motor starts. 


As the speed of the car increases, the extra resistance is gradually cut 
out of circuit and the field winding connections changed from series to 
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parallel] by means of a series parallel controller, which finally connects 
each motor directly across the supply mains, or between the trolley Jine 
and the track or ground return. 


Efficiency of a Motor.—The commercial efficiency of a motor 
is the ratio of the output to the input. 

As a rule, the power developed by a motor increases as the . 
reverse voltage generated by it decreases, until this voltage 





Fie. 1,057.—Wiring diagram, showing electrical connections between the armature, field, and 
interpoles of an interpole motor. As the name implies, an interpole motor has in addition 
to the main poles, a series of interpoles which are placed between the main poles, and whose 
function is to assist in the reversal of the current under the brushes. They provide a separate 
commutating field of a correct value at all loads and speeds, and their windings are for this 
purpose connected in series with the armature. The proper functioning of the interpoles 
is independent of the direction of rotation of the armature, also of the load carried over 
the whole speed range. 1n an ordinary motor without interpoles, commutation is assisted 
by a magnetic fringe emanating from the main poles, but as the value of this fringe is altered 
by the load ol the motor and by rheostatic field weakening, if higher speeds be aesired from 
such a machine, commutation becomes imperfect and sparking results, making a readjust- 
ment of the brushes necessary. 


equals one half of the voltage applied at the brushes. After 
this point is reached, the power developed by the motor de- 
creases with the decrease of the reverse voltage. Therefore, a 
motor performs the largest amount of work when its reverse 


_voltage is equal to one half the impressed voltage. 
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The efficiency of a motor as just stated is the ratio of the ошри! to the 
inpul; this is equivalent to saying that the efficiency of a motor is equal 
to the brake horse power divided by the electrical horse power. 





Fio. 1.058.—Connection diagram for compound inter-pole motor; variable speed. Arrows in- 
dicate direction of current for accumulative componnd right hand rotation. In case the 
direction of rotation is to Le changed, reverse the armature connections at controller. In 
order to be sure that series and shunt windings are connected accumulative:y, the following 
test may be made. Close the main line switch, momentarily, with machine connected as a 
series motor (that is, with the shunt circuit open). If the direction of rotation when running 
thus be the same as when running as a compound motor, it is connected accumulatively, if 
not, itis connected differentially, and in that case it will be necessary to reverse either the 
series or the shunt connections at the controller. 


The electrical horse power is easily obtained by multiplying the readings 
taken from volt meter and ammeter, which gives the watts, and dividing 
the product by 746, the number of watts per horse power. That is: 


volts Xamperes — watts 


Electrical h - 
ectrical horse power 748 746 
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Fic. 1,059.—Sectional view of General Electric type. C.D. commutating pole motor show- 
ing construction and ventilation. 





Fig. 1,060.—Conneciion diagram for four pole shunt wound inter-poie motor. For counter 
clock-wise rotation reverse direction of field current, but do not change the internal con- 
nections. : 
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Interpole Motors.—An interpole motor has in addition to 
the main poles, a series of interpoles, placed between the main 
poles. The object of these poles is to provide an auxiliary flux 
or “commutating’’ field at the point where the armature coils 
are short circuited by the brush. 


Ques. What is the object of the commutating field pro- 
duced by the interpoles? 





Fic. 1,061.— Diehl d.c. motor frame or yoke showing field and interpole coils. The frame is of 
gray cast iron and the magnet poles pieces of soft ingot iron capped with cast iron shoes. 
The field coils are held in place by the pole shoes. Holes are drilled on both cides of the yoke 
to receive the end bonnet fastening screws. These holes are spaced so that the end bonnet is 
interchangeable. This permits adjustment from floor to ceiling mounting on zll sizes and 
on four-pole motors from floor to side wall mounting by turning the end bonnets without 
changing the drilling. The end bonnets or covers are cast of gray iron in one piece. The 
four openings in the end bonnets can be covered by solid cast plates on motors designed for 
enclosed, watertight or dust proof service. For general protection semi-enclosing wire 
gauze or wire screen covers may be used. 


Ans. Its object is to assist commutation, that is, to help 
reverse the current in each coil while short circuited by the 
brush, and thus reduce sparking. 
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Ques. What is the nature of the commutating field? 


Ans. The excitation of the interpoles being produced by 
series turns, the field will vary with the load, and will, if once 
adjusted to give good commutation at any one load, keep the 
same proportion for any other load, provided the iron parts 
of the circuit be not too highly saturated. 


Ques. State briefly how sparking is reduced or prevented 
by the action of the interpoles. 





Fiss. 1,062 to 1,065.— Diehl field coils. Figs. 1,062 to 1,064, main pole coils; fig. 1,065, inter- 
pole coil. The shunt field coils are of enameled wire, form wound and insulated. They are 
treated with a finishing coat of insulating varnish which aids materially in resisting the de- 
structive action of oil, moisture and excessive dust or dirt. 


Ans. Sparking is due to self-induction in the coil undergoing 
commutation, which impedes the proper reversal of the current. 
The action of the interpoles corrects this in that they set up a 
field in a direction that causes a reversal of the current in the 
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coil while it is short circuited. Thus, the coil at the instant it 
leaves the brush, is not an idle coil, but has a current flowing 
in it in the right direction to prevent sparking. 


Ques. Mention some of the claims made for interpole 
motors. 


Ans. Constant or adjustable speed, and momentary over- 





Fra. 1,066.—Connection diagram for four pole compound wound interpole motor. For count'r 
clockwise rotation reverse direction of current in both shunt and series field, but do not change 
the internal connections. 

loads without sparking; constant brush position; operation at 

adjustable speeds on standard supply circuits of 110, 220, and 

550 volts; constant speed with variable load, reversal without 

changing the position of the brushes. 


Adjustable Speed Motors.— There are numerous conditions 





— 
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Fic. 1.067—Stow adjustable speed motor; sectional view showing mechanism for adjusting the 
speed by shifting the pole pieces. 





Fic. 1068.—Stow four pole ad 


justable speed open type motor Showing double gear arrangement 
for shifting the pole pieces. 


D. C. Motors 775 








of service in which it is desired to vary the speed of motors. 
The speed of a motor may be varied by several methods as by: 


1. Shifting the pole pieces; 
2. Shifting the armature. 


Figs. 1,067 and 1,068 show a typical motor whose speed is 
adjusted by the first method. 


| 
|| DA 


| 


m 
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Fic. 1,069.— Direct current railway motor, casing closed. As shown, the armature shaft A, pro- 
jects through its bearing B, lubricated by the grease box C, and is connected with the car 
axle by gear wheels enclosed in the gear cover D. The gears serve to reduce the speed of the 
car, and also to increase the effective pull of the motor. "The car axle passes through the 
bearing E, lubricated by the grease box l'. The motor is supported on the truck hy the 
lugs G G. The commutator door H gives access to the brushes, while a more complete 
inspection of the working parts may be obtained by throwing back the upper half of the 
casing K upon the hinges L,L, after unscrewing two bolts, one of which is shown at M. 
The insulated cables shown at N, pass through the casing and supply current to the motor. 





As shown in the illustration the pole pieces comprise a pole shoe of com- 
mon form, integrally connected with a cylindrical shell over which the 
magnetizing coil is wound, and within which is a solid core of high per- 
meability and of a cross section relatively large as compared with the con- 
ducting area of the enclosing shell. Bv means of a hand wheel fig. 1,068 
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this inner core is adjustable in a direction radial to the center of the 
: armature and is so proportioned that a slight variation in its position 

within the magnetized shell produces a very considerable difference in the 

reluctance of the magnetic circuit of which the plunger forms a part. 


When the plunger is adjusted so that its inner end comes in contact 
with the pole shoe, the magnetic circuit is of minimum reluctance and since 
the strength of the field coil remains constant, the volume of magnetic 
flux becomes a maximum and the speed minimum or normal, as the plunger 





Fic. 1,070.—Connection diagram for six pole shunt wound inter-pole motor. This diagram 
is to be used when the following formula holds true: 
Number of commutator bars — 1 


=A whole number 
Half the number of poles 


If a fractional number be obtained use the diagram fig. 1,071. For counter clockwise rotation 
reverse direction of current in both shunt and series field but do not change the internal 
“connections. 


is being drawn away from contact with the pole shoe, the air gap is aug- 
mented which gradually increases the reluctance of the magnetic circuit 
as long as the plunger continues to be withdrawn. When the plunger 
reaches the limit of its outward motion, the reluctance of the magnetic 
circuit reaches a maximum which causes the speed to reach its highest rate. 


~ 
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In the second method of speed adjustment, the armature is 
gradually shifted along its axle away from its normal position, 
directly under the main field pole; this results in a gradual 
change in speed. 


With a constant field current the strength of a magnetic field varies in- 
versely as the magnetic reluctance of the magnetic circuit. The lines of 


ARMATURE 





те 
SHUNT 


Fic. 1.071.—Connection diagram of six pole shunt wound inter-pole motor. This diagram is to 
pe used when the following formula holds true: 


Number of commutator bars+1 matwhole number 
Half the number of poles 





If a fractional number be obtained, use the diagram fig. 1,070. For counter clockwise rotation. 
reverse direction of field current but do not change the internal connections. 


magnetism traverse air with great difficulty, and within the range of den- 
sities used, iron very easily and steel more readily. In a motor the magnetic 
circuit or path followed by the lines of magnetism starts in the field pole, 
crosses the air gap to the armature, traverses the armature to the next 
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pole piece, again crosses the air gap and returns by the second pole piece 
and motor frame to its starting point. By far the greatest part of mag- 
netic reluctance of this entire circuit is at the air gap, and any change in 
the length or area or the air gap produces almost proportionate changes 
in the strength of the magnetic field within which the armature rotates 
and consequently in the speed. 

An example of motor employing this principle of speed adjustment is 
shown in fig. 1,072. In the figure it is seen that the armature shaft 29, at 





• 

Fig. 1,073.—Connection diagram for six pole compound wound inter-pole motor This diagram 
is to be used when the following formula holds true: 

Number of commutator bars -- 1 f 

Half the number of poles | 

1f a fractional number be obtained use the diagram fig. 1,074 For counter clockwise rotation 


reverse direction of current in both shunt and series field but do not change the internal 
connections. : 


=A whole number 


the driving end of the motor slides within a revolving sleeve 18, on which 

. a pulley or pinion may be mounted in the usual manner. A key way is 
cut in the inner bore of the sleeve and a feather key of liberal proportions 
firmly embedded in the shaft, slides along this key way and transmits 
the power from the shaft to the sleeve. 
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The sleeve does not move laterally as the armature is shifted for speed 
adjustment, but is held in position by a shoulder at one end, and a cir- 
cular nut 15, at the other, bearing against the two end faces of the bronze 
bearing bushing 17. The shoulders take up any end thrust imparted to 
the sleeve by the shifting of the armature. j 












SERIES FIELD 
ААМ WS SN A = ARMATURE 
х = — SERIES FIELD 


+ 
SHUNT FIELD. = SHUNT FIELD 


Fig. 1.074.—Connection diagram for six pole compound wound inter-pole motor. This dia- 
gram is to be used w.ien tne iollo .i. g formu.a holds true: 


Number of commutation bars-+1 CA Whole number 
Half the number of poles е 


На fractional number be obtained use the diagram fig. 1,073. For courter clockwise rotation 
reverse direction of field current but do not change the internal connections. 


TEST QUESTIONS 


1. How does a motor differ from a dynamo? 
2. How does a motor work? 


3. Why does less current flow when a motor is running 
than when standing still? 
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What is the propelling drag? 

What is the effect of a conductor carrying a current 
in a magnetic field? 

What are the essential requirements of construction 
in a motor? 

What causes a reverse pressure in the motor arma- 
ture winding? 

In the operation of a motor what is the nature of the 
reverse pressure? . 


Describe an experiment which shows the existence of 
a reverse pressure in a motor. 


Explain the action of.the current supplied to a motor 
for its operation. 


How may the rotation of a motor be reversed? 


What will happen if both armature and field currents 
be reversed? 

What is the result of reversing the direction of current 
at the terminals of a series motor, and why? 


What is the behavior of a shunt dynamo when used: 
as a motor? 

Explain armature reaction in motors. 

Give left-hand rule for direction of motion in motors. 

What kind of lead must be given to the brushes? 

How should a motor be started? 

Name three classes of motors. 

What are the characteristics of a series motor? 

For what kind of service are series motors unsuited? 

What kind of series motors may be used with belts? 

For what service are series motors adapted? 

Describe a shunt motor. 
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25. What may be said with respect to the speed of a shunt 
motor? 
26. How should a shunt motor be started? 


27. How does brush position influence the speed of a 
shunt motor? 


28. Why does a shunt motor have a weak starting torque? 

29. What is the behavior of a shunt motor with variable 
load? 

30. How is the rotation of a shunt motor reversed? 

31. Describe the compound motor. 

32. Mention. some characteristics of a compound motor. 

33. What is the difference between power and work? 
Define work. 

34. What is brake horse power? 

35. Describe the apparatus used in making a brake test. 

36. What three quantities must be determined in a 
test in order to calculate the brake horse power? 


37. How is brake horse power calculated? 


38. What are the mutual relations between motor torque 
and speed? 


39. Mention two methods of regulating the speed of motors. 

40. What is the efficiency of a motor? 

41. Sketch field connection diagrams for four and six 
pole motors of the series, shunt, and compound 
types, having inter poles. 

42. What is the object of interpoles. 

43. What is the nature of the commutating field? 

44. Mention some of the claims made for interpole motors. 


45. Explain two methods employed in varying the speed 
of adjustable speed motors. 
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CHAPTER 33 


D. C. Motor Control 


In operating motors of any considerable size, whether con- 
nected to the public supply mains of a central generating station 
for combined lighting and power service, or to power service 
mains only, there are certain precautions to be observed in 
starting, stopping, and regulating the motor, in order that the 
efficiency of the supply, and indirectly the working of other 
motors and lamps connected to the mains in the immediate 
neighborhood, may not be affected by abnormal variations of 
pressure. 

These precautions should be observed also to prevent any 
danger of the motor itself being subjected to detrimental me- 
chanical shocks and excessive temperatures in the working 
parts. 


Before Starting a Motor.— The general instructions relating 
to inspection and adjustment, lubrication, etc., which have 
already been given, should be carefully followed preparatory 
to starting. 


Starting a Motor.—In starting a motor, resistance must be 
put in series with the armature because, since there is no re 
verse electromotive force to counteract the applied voltage 
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when the motor is at rest, the switching of the latter direct to 
the motor would result in an abnormal rush of current. This, 
in addition to being uneconomical and productive of a drop of 


voltage in the mains, would injure all except the smallest 
motors. 





Fic. 1,075.—Motor control 7. Plain series motor with starter. The speed varies with the 
load. 


NOTE.—In starting a motor, first see that the bearings contain sufficient oil and that the 
brushes bear evenly on the commutator. Ifa circuit breaker be used, close it; then close the 
main switch. Rotate slowly the handle of the starting rheostat as far as it will go. Care 
should be taken, in starting the motor, that the handle of the rheostat be not rotated too fast. 
To stop a motor, open the circuit breaker or switch, which will cut in the resistance of the 
starting box. Never attempt to stop a motor by forcibly pulling open the Starting lever. Dis- 
regard of these instructions may cause burning out of the field coils. 


NOTE.—A starting rheostat consists of a variable resistance, placed in series with the 
armature, and which may be gradually cut out as the motor speeds up and which can be cut 
out altogether when the motor has reached nearly normal speed. The totalresistance of the start- 
ing box must be of such a value that, when it is connected in series with the armature, directly 
across the motor supply line, the current which flows through the circuit will not be greater than 
about 150 per cent of the full load current for the motor. The starting box is sometimes de- 
signed so that it limits the current to a value not greater than the full load current of the motor. 


NOTE.—Necessity for rheostat.—The armature of a shunt motor contains .2 ohm 
resistance. The motor is to run on a 110 volt circuit. Suppose that it be thrown on the circuit 
suddenly while the armature is standing still, what current willit take? 110 -+ 2 = 550 
amperes—enough current to burn out the winding. 
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Ques. Describe what occurs in starting a motor. 


Ans. When the lever of the starting box is moved to the 
first contact some of the resistance is cut out of the circuit and 
current flows thrcugh the motor. This produces a torque and 
starts the armature rotating. The movement of the armature 
induces a reverse voltage, which, as the speed increases, grad- 
ually reduces the applied current. With this reduction of cur- 
rent, the torque is reduced and the speed not accelerated as 
quickly as at first. 

When the applied current has been reduced to a certain value 
by the increasing reverse voltage, the handle of the starting box 
is moved to the next contact, and so on till all the resistance 
in the starting box has been cut out, the motor then attain- 
ing its normal speed. 


a 


Ques. What is the difference between a starting box and 
a speed regulator? 


Ans. Motor starting rheostats or “starting boxes,” are de- 
signed to start a motor and bring it gradually from rest to full 
speed. They are not intended to regulate the speed and must 
not be used for such purpose. 


Failure to observe this caution will result im burning oul the resistance 
which, in a motor starter, is sufficient io carry ihe current for a limited time 
only, whereas in the case of speed regulators resistance provided is such 
as will carry the full load current continuously without burning out. 


Ques. For what kinds of service are speed regulators 
used? 


Ans. In cases when the speed must be varied, as in trac- 
tion motors, organ blowers, machine tool drive, etc. 
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Ques. How long does it take to start a motor? 
Ans. Usually from five to ten seconds. 


Ques. How is the starting lever operated? 


Ans. It is moved progressively from contact to contact 
pausing long enough on each contact for the motor to accelerate 
its speed before passing to the next. 


Ques. What are the conditions at Starting in a series 
motor? 












SHUN 


Fic. 1,076.—Motor control 2. Plain shunt motor with starter. Speed practically constant, 
but drops slowly with heavy load. 


Ans. There is a rush of current, the magnitude of which de- 
pends on the amount of resistance cut out at each movement 
of the starting lever. б 


Ques. How are small series motors started on battery 
circuits? 
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Ans. By simply closing a switch to complete the ¢ircuit, the 
resistance of the battery being sufficient to prevent a great rush 
of current while starting. 


Ques. How is a shunt motor started? 





Ело. 1,077.—9Motor control 3. Plzin compound motor. Speed characteristics depend upon 
design. Series coil tends to decrease speed with load when connected to assist the shunt 
winding, and when connected in opposition tends to increase the speed with the load. Whea 
used to increase the speed it is called a “‘differential winding.” 


Ans. In starting a shunt motor, no trouble is likely to occur 
in connecting the field coils to the circuit. Since the resistance 
of the armature is very low, it is necessary on constant voltage 
circuits to use a starting rheostat in series with the armature, 


OSE 
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The nécessary connections are shown in fig. 1,076. The switch is first 
closed thus sending current through the field coils, before any passes 
through the armature. The rheostat lever is then moved to the first 
contact to allow a moderate amount of current to pass through the arma- 
ture. The resistance of the rheostat is gradually cut out by further move. 
ment of the lever thus bringing the motor up to speed. 


Ques. How does the reverse vultage affect the starting 
of a motor? 
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Fias. 1,078 and 1,079.—Diagrams illustrating necessity for a rheostat for starting a motor 
and effect of the reverse voltage. 
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Ans. When a motor is standing still, there is no reverse 
voltage, and the current taken at first is governed principally 
by the resistance of the circuit. If the motor be series wound, 
there is a momentary reverse voltage, due to self-induction 
while the field is building up. If the motor be shunt wound, 
self-induction delays the current through the field coils, but 
that through the armature is not impeded by such cause. 
When the armature begins to revolve, reverse voltage is devel- 
oped which increases with the speed. The resistance of the 
starting box may be gradually cut out as the armature comes 
to speed. Thus the reverse voltage gradually replaces ohmic 
drop in limiting the current as the motor comes to speed. 


Failure to Start.—This fault, which is liable to occur in a 
motor of any description, is similar to failure to excite in a 
dynamo, and is liable to be produced by any of the causes men- 
tioned in connection with the latter fault, excluding insufficient 
speed, and insufücient residual magnetism. 


When a motor fails to start, it should first be ascertained if a supply 
of electrical energy be available in the mains. This may readily be dis- 
covered by means of a voltmeter, or if low tension service, by means of 
the fingers bridging across the main terminals. 


If the supply of energy be present, the contact arm of the starter should 
be moved into such position that all resistance is inserted into circuit 
with the motor. This is important, as the raotor may start suddenly while 
trying to ascertain the cause of the stoppage. 


Having closed the switch, if the motor fail to start, it will be advisable 
to remove the load if possible, as the failure may arise from an overload 
of the machine. This being effected and the motor not starting, the ter- 
minals of the latter should be tested by the means already described for 
voltage. If no voltage be generated, a broken circuit or a defective con- 
tact may be looked for in the main fuse, switch, or starting box. The 
resistance coils of the latter, through the heat developed, frequently break 
in positions out of sight. If a defective contact of this nature cannot 
readily be seen, the contact arm should be moved slowly over the contacts, 
as it is possible the broken coil may be cut out of circuit by this means. 
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If a difference of pressure exist between the motor terminals, the field 
magnets will, if shunt or compound wound and in good order, be excited, 
which may be ascertained by means of a bar of iron. If no magnetism 
be present, it will of course, indicate a broken or bad connection, either 
between the terminals of the field coils, or one or more of the coils them- 
selves. If the bar pull strongly, the position of the brushes upon the 
commutator in regard to the neutral points should be ascertained, and 
the rocker adjusted, if necessary, to bring them into their correct posi- 
tions. If this fail to start the motor, the connecting leads from the motor 
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Fre. 1,080.—Starting panel. In installing any kind of motor starting rheostat, it is necessary 
to provide main line knife switch and 1uses in addition to the starting box. The appearance 
of the installation can be much improved by mounting all of these upon one panel. 


terminals to the brushes and the brushes themselves should be carefully 
examined for broken or bad connections, and defective contact of the 
brushes with the commutator. In the latter case, it may arise from a 
dirty state of the commutator, or from the brushes not being fed properly. 
If due to these causes, pressing the brushes down upon the commutator 
with the fingers will probably start the motor. If the failure to start arise 
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from none of these causes, it is probably due to the field coils acting in 
opposition, or to a short circuited armature. This latter remark applies 
more especially to motors provided with drum armatures 


Precautions with Shunt Motors.--With motors of this type, 
because of the large amount of self-induction in the shunt 
windings, it is important to note: 1, that in switching on the 
field magnet, the current may take an appreciable time to grow 
to its normal value, and 2, that in switching off, especially with 
quick break switches, high voltages are induced in the wind- 

‘ings, which may break down the insulation. 


Ques. What provision is made so that the magnetizing 
current will have time to reach its normal value? 


Ans. The field connections are generally separated from the 
actual starter, and taken to the main switch, so that wherever 
the main switch is closed, the current flows through the field 
coils, before the starting lever is moved. 


Ques. How are the connections arranged to avoid exces- 
sive voltage in the windings due to self-induction? 


Ans. Generally the armature and field magnet circuits are 
placed in a closed circuit that is never opened. 


NOTE.—Motors have much the same faults as dynamos, but they make themselves 
manifest in a different way. An open field circuit will prevent the motor starting, and will 
cause the melting of fuses or burning out of the armature. A short circuit in the fields, if 
it cut out only a part of the winding, will cause the motor to run faster and very likely spark 
badly. If the brushes be not set exactly opposite each other, there will also be bad sparking. 
If they be not at the neutral point, the motor will spark badiy. Brushes should always be set 
at the point of least sparking. If it become necessary to open the held circuit, it should be 
done slowly, letting the arc gradually die out. A quick break of a circuit in connection with 
any dynamo, or motor is not advisable, as it is very likely to break down the insulation of the 
‘machine. The ordinary starting box for motors is wound with comparatively fine wire and 
will get very hot if left in circuit long. The movement of the arm from the fir.t to the last 
point should not occupy more than thirty seconds and if the armature do not begin to move 
at the first point, the arm should be thrown back and the trouble located 
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In other cases, in order that the rise of voltage may not injure the in- 
sulation when the shunt is opened, a special form of main switch is some- 
times used which, before breaking from the supply, puts a non-inductive 
resistance across the shunt of the motor. This is a flashing resistance. 


Ques. Explain shunt motor control from a distant point. 


Ans. The starter and switch are placed at the desired point 








SHUNT FIELO 






STARTING 
RHEOSTAT 


Fig. 1,081.—Speed regulation of shunt motor by variable resistance in the armature circuit. 


and the two main wires and the field wires run from that point 
to the motor. ; 


This requires additional wire which increases the cost and line loss. The 
latter is avoided by magnetic remote control. 


Regulation of Motor Speed.—Motors are generally run on 
constant voltage circuits. Under these conditions, the speed 
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of series motors varies with the load and at light loads becomes 
excessive. Shunt motors run at nearly constant speeds. 

For many purposes, particularly for traction, and for driving 
tools, it is desirable to have speed regulation, so that motors 
running on constant voltage circuits may be made to run at 
different speeds. S 

The following two methods are generally used for regulating 
the speed of motors operated on constant voltage circuits: 


1. By inserting resistance in the armature circuit of a shunt 
wound motor; 

2. By varying the field strength of series motors by switch- 
ing sections of the field coils in or out of circuit. 


Ques. Describe the first method. 


Ans. This method is illustrated in fig. 1,081. When the 
main switch is closed, the field becomes excited, then by mov- 
ing the lever of the starting rheostat to the various contacts 
more or less of the rheostat resistance is cut out of the armature 
circuit, thus varying the speed correspondingly. 


This is the same as the method of starting a motor, that is, by variation 
of resistance in armature circuit, but it should be noted that when this 
method is used for speed regulation, a speed regulating rheostat should be 
used instead of the ordinary starting box, because the latter, not being de- 
signed for the purpose, wll overheat and probably burn out. 


Ques. Describe the second method. 


Ans. This method of regulating the speed of a series motor 
is shown in fig. 1,082. The current through the armature will 
flow through all the field windings when the position of the 
switch lever S, is on contact 4, and the strength of the field 
will be the maximum. By moving the arm to contact 3, 2, etc., 
sections of the field winding are cut out, thus reducing the 
strength of field and varying the speed. 
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Ques. How does the speed vary with respect to variation 
of field strength? 


Ans. Decreasing the field strength of a motor increases its 
speed, while increasing the field strength decreases the speed. 





Fig. 1,082.-—Speed regulation of series motor by cutting out sections of the field winding. 
In this method the field winding is tapped at several points, dividing the coil into sections 
and the leads from these points are connected to a multi-point switch of the type that would 
be used on a rheostat. By moving the lever S, to the left or right, the current will flow 
through one or more sections of the field winding, thus decreasing or increasing the ampere 
turns and thereby providing means of regulation. 


Under the conditions of maximum field strength, as with switch S, on 
point 4, the torque will be greatest for any given current strength and 
the reverse voltcge also greatest at any given speed. The current through 
the armature of the motor, to perform any given work, will thus be at 
a minimum, as well as the speed at which the motor has to run, in order to 
develop sufficient reverse voltage to permit this current to flow. Regu- 
lation of speed by varying the field strength is limited in range of action.- 


D. C. Motor Control ' 795 


ѕілсе е field saturation point is soon reached, moreover, with too low 
a field strength, armature reaction produces excessive field distortion, 
sparking, etc. | 


Ques. How is the speed of shunt and compound motors 
varied with respect to the normal speed in the two methods? 


Ans. The first method (variable resistance in armature 
circuit) reduces the speed below the normal or rated speed of 





Fre. 1,083.—Monitor acceleration relay used to protect motors from excessive current inrush 
when the field rheostat is adjusted. 


the machine, while the second method increases the speed above 
the normal. 


In the first method the amount of speed reduction depends partly upon 
the amount of resistance introduced into the armature circuit, and partly 
upon the load. 


In the second method the amount of speed increase depends entirely 
upon the amount of resistance placed in the shunt winding circuit. 


Eighty-five per cent. is about the maximum speed reduction 
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obtainable by armature resistance but so great a reduction is 
seldom satisfactory since comparatively slight increases in the 
load will cause the motor to stall. 


Shunt field regulation may be obtained up to any point for which the 
motor is suited, the only limitation in this case being the maximum speed 
at which the motor may be safely operated. 


It should be remembered, however, that speed increase by shunt field 
weakening increases the current in proportion to the increase in speed, 
and care should be taken not to overload the armature. 





Епа. 1,084.— Wiring diagram of Monitor acceleration relay. The rise and fall of current in the 
relay winding which is connected in series with the motor armature actuates the armature of 
the relay cutting the field rheostat out and'in'respectively, and in this way preventing an 
excessive rush of current and at the same time allowing the motor to accelerate safely to 
whatever speed the field rheostat may be adjusted. 


Ques. How is a wide range of speed regulation secured? 


Ans. By a combination of the two methods. 


Regulation by Armature Resistance.—Speed regulators for 

. this method of regulation, are designed to carry the normal 
current on any contact without overheating and when all the 
resistance is in the circuit, they will reduce the speed of the 
motor about 50- per cent. provided the motor be taking the 
normal current. When operating without resistance in the 
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armature circuit, shunt wound and compound wound motors 
will regulate to approximately constant speed regardless of load. 


This characteristic of inherent regulation is lost, however, when arma- 
ture resistance is employed to reduce the speed of the motor, fluctuations 
in load resulting in fluctuations in speed, which become more noticeable 
as the amount of resistance inserted in the armature circuit is increased. 
Accordingly, it becomes necessary to move the lever of the speed regulator 
forward or backward to again obtain the speed at which the machine was 
operating before the load changed. 


When the speed of a motor driving a constant torque machine is re- 
duced by inserting resistance in the armature circuit there is no corre- 
sponding reduction in current consumed. : The motor runs more slowly 


- ^ 


r E ' 





, Fic. 1,085.—Circuit diagram of Monitor acceleration and deceleration relay. Coil 2, is wound 
on a fixed core of the relay, thus polarizing it. Current through the solenoid 1, which is 
in series with the armature A, in one direction closes contactor S+, while current in the op- 
posite direction opens contactor Si. If it be assumed that the field rheostat R, has been 
suddenly adjusted to an increased value of resistance there will be an encessive current estab- 
lished through the armature A. The pull of solenoid 1, reacting with that of coil 2, causes 
armature a, to move to the right and through a sliding pin to open contacts 4, inserting coil 
8, and closing contactor S:, thus short circuiting the field rheostat. The instant the load 
drops, contacts 4, close, allowing contacvor 52, to open and so on. On the other hand, if the 
field rheostat be suddenly adjusted to a lower resistance an excessive reverse voltage will be 
generated which will tend to reverse the current through the motor armature. Such an 
action will cause solenoid 1, to react with coil 2, in such a way as to cause armature a, to move 
to the left, and through a sliding pin to open contacts 3, inserting coil 9, of the contactor. 
Sı, thus opening contacts 7, and connecting full field rheostat in series with the field winding. 
This action will be repeated until the change in speed has been accomplished. 


не. 
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simply because a part of the energy impelling it is shunted into the re- 
sistance and there dissipated in the form of heat. Hence, whether the 
motor be operating at full speed or half speed, the amount of current 
consumed is the same; the only difference being that in the one case all 
the energy taken from the line is expended in driving the motor while in 
the other case only one half is utilized for power, the other half being 
dissipated in the resistance. 


Speed regulation by armature resistance only is therefore open to two 









Controller 
Handle 
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To Earth 


F1c. 1,086.—Speed regulation of a series motor by the method of short circuiting sections of the 
field winding. It will Le seen that there are seven Cifierent positions for the contact springs 
on the barrel contacts. A, represents the armature and brushes, little A, B and C, the 
divided field magnet coils L, the line connection, and G, the earth connection. The dia- 
gram shows the connections for trolley car operation. 


objections: 1, the difficulty of maintaining constant speed under varying 
load conditions, and 2, the necessity of wasting energy to secure speed 
reduction. These objections are, in part, offset by the fact that speed 
reduction by armature resistance may be applied to any motor of stand- 
ard design and requires nothing more than the simplest and least expen- 
sive speed regulating rheostat. 


In cases where the motor will be operated nearly always at full speed, 
the difference in first cost of the installation may justify the use of the 
armature resistance method of control. As a rule, speed regulation by 
shunt field resistance is preferable, 
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* Regulation by Shunt Field Resistance.—Since regulation by 
this method is for speeds above normal, a starter must be used 
to bring the, motor up to its rated speed. Usually the starter 
is combined with the regulator, as shown in fig. 1,089, the de- 
vice being called a compound starter. 

The weakening of the shunt field of a motor by the insertion 
of resistance in the shunt field circuit causes the armature to 
revolve more rapidly. One advantage of this method of control 


QOTATION, ROTATION, 


a. HIGH Ё : LOW 
x REVERSE VOLTAGE f REVERSE VOLTAGE 





Fics. 1,087 and 1,088.—Motor speed regulation by shunt field resistance. Fig. 1,087, strong 
field; fig. 1,088, weak field. The amount of current flowing through the armature and 
resulting strength of armature flux depends upon the reverse voltage. The effect of cutting 
in resistance on the field circuit as in fig. 1,088, is to weaken the feld with resulting drop in 
reverse voltage. This will cause an increase of current through the armature and strengthen- 
ing of the armature flux. The motor will speed up until equilibrium is again established by 
the increasing reverse voltage. 


NOTE.—A compound motor may be made to run at constant speed, if the current in 
the series winding of the field be arranged to act in opposition to that of the shunt winding. 
In such case, an increase of load will weaken the fields and allow more current to flow through 
the armature without decreasing the speed of the armature, as would be necessary in a shunt 
motor. Such motors, however, are not very often used, since an overload would weaken the 
fields too much and cause trouble. If the current in the series field act in the same direction 
as that in the shunt field, the motor will slow up some when a heavy load comes on, but will 
take care of the load without much trouble. 
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Fre. 1,089.—Cutler-Hammer enclosed compound motor starter and speed regulator with no- 
voltage protection and overload relay; view with cover removed. The starters are used to 
accelerate and regulate the speed of d.c. adjustable speed shunt motors. They combine 
in a.single piece of apparatus a starting rheostat to bring the motor up to nermal or full 
field speed, and a field rheostat to regulate the speed above normal. The armature or start- 
ing resistance and the field regulating resistance are under the control of a single operating 
handle. A double lever is used, one section having contacts which pass over the armature 
segments and the other section having contacts which pass over the field steps. The two 
parts of the lever are mounted one under the other and when the handle is moved from the 
off position to the starting position, the lower or starting lever is carried along hy the upper 
or speed regulating lever until it comes in contact with the no voltage release maynet on the 
last armature point. The armature lever is held fast at this point by the magnet and the 
upper lever is now free to be moved backward over the field contacts thus weakening the 
shunt field little by little until the desired speed is obtained. During the operation of start- 
ing the motor and bringing it up to normal or full field speed the field resistance is short 
circuited by an auxiliary contact (the slotted metal strip shown near the center of the rheostat) 
just as soon as the starting lever touches the no voltage release magnet or in ather words, 
when the motor has been accelerated to normal speed this short circuit is removed, and the 
field resistance becomes effective for speed regulation. The motor is accelerated from rest 
to normal speed by moving both levers from left to right while further increases in speed 


и 
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is that the motor will inherently regulate to approximately 
"onstant speed under widely varying load conditions. 


У 
Another advantage is found in the fact that all of the current taken from 
the line is utilized for power, the changes in speed being obtained, not by 
dissipating a portion of the effective energy in the resistance (as in the 
case of the armature resistance method of control) but by weakening the 
reverse voltage by inserting resistance in the shunt field circuit. 


Speed increase by shunt field weakening is limited, however, to about 
10 to 15 per cent. above the normal speed in motors of standard con- 
struction. Greater ranges of speed can be obtained from motors especially 
designed for shunt field control but should not be attempted with motors 
of standard design without first ascertaining from the manufacturer the 
maximum safe speed. 


Combined Armature and Shunt Field Control.—Regulation 
by combined armature and shunt field resistance is by far the 
easiest way of obtaining a wide range of speeds. Rheostats 
embodying these methods are known as compound speed regu- 
lators, one form being shown in fig. 1,089. Standard regulators 
can be obtained giving a wide range of speed variation, and 


Fra. 1,089.—Text continued. 


above normal are obtained by moving the upper lever from right to left. Only the lower or 
starting lever comes in contact with the no voltage release magnet. This Jever is provided 
with a strong spring which tends to throw the lever back to off position. Therefore should 
the voltage fail and the no voltage release become de-energized, the starting lever is released 
and moves back to the off position opening the armature circuit of the motor. As it moves 
back it carries the speed regulating lever with it to the off position. The upper or speed 
regulating lever is not influenced directly by the spring and therefore when the starting 
lever is in contact with the no voltage release magnet the upper lever is free to move back 

, and forth across the speed regulating button, thus giving speed regulation. If an overload 
should occur the overload release will trip and break the auxiliary fingers which are shown 
immediately above the overload coil. This breaks the circuit to the armature and discon- 
nects the motor from the line. In order to reset the overload it is necessary to move the 
handle to the extreme left position where it is on the off position button so that the motor 
circuit is interrupted also at that point. The auxiliary contacts are then closed and tbe 
equipment is ready for restarting. With the arrangement used an overload will always open 
the circuit to the motor even though the operator should hold the handle in the full on posi 
tion because the contacts which trip on overload are independent of the handle. It is also 
impossible to hold the motor circuit closed while the overload is being reset because the over- 
load can only be reset when the starter handle is in the off position and the circuit broken 
on the main starting button. 
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special regulators may be constructed giving practically any 
desired range. 


Two Motor Regulation.—With a two motor equipment, the 
controller becomes more complicated because it must be ar- 
ranged to switch the motors in series or in parallel, so as to 

POINTRESISTANCE — MOTOR 1 MQTOR 2 
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Fras. 1,090 to 1,109.—Diagram of controller connections, illustrating the series parallel method 
of two motor control. 


secure economy at half and full speed. The various connections 
of series-parallel regulation are shown in figs. 1,090 to 1,100. 


From these diagrams it is seen that the motors are first operated in 
series until all the resistance is cut out by the controller (figs. 1,090 to 1,095). 
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The next point on the controller puts the two motors in parallel with 
some resistance in the circuit (fig. 1,096), whicli resistance is gradually short 
circuited on the remaining controller points, until at full speed all the re- 
sistance is cut out, the two motors remaining in parallel (figs. 1 ,096 to 1,100). 

23 

Stopping a Motor.—If it be desired to stop a motor, the 
main switch is opened. As the armature of the motor con- 
tinues to operate, due to its inertia, it generates a voltage 
which sends a current through the shun: connected field cir- 
cuit and helps to maintain the field excitation. When the 
speed of the motor has decreased sufficiently so as not to en- 
danger the motor should the main switch be thrown, the cur- 
rent in the series magnet becomes weakened, and the spring 
throws back the'starting box arm. 

It should be noted that in stopping a motor having a starting box pro- 
vided with a no voltage release simply open the main switch and do not 
touch the lever because otherwise, the self-induced voltage of the field 
circuit may puncture the field winding or the insulation of the adjoining 
wires in the starting box. 


TEST OUESTIONS 


What should be done before starting a motor? 
How is a motor started? 
Describe what occurs in starting a motor? 
What is the difference between a starting box and.a 
speed regulator? 
' 5. What are the conditions at starting: 1, a series motor; 
2,a shunt motor? 
6. Mention some reasons for failure to start. 
J. How can shunt motors be controlled from a distant 
point? 
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10. 


li. 
12. 


13. 


14. 
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16. 


17, 
18. 
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What precautions should be taken with shunt motors? 


What provision is made so that the magnetizing cur- 
rent will have time to reach its normal value? 


How are the connections arranged to avoid excessive 
voltage in the windings due to self-induction? 


Mention two methods of regulating motor speed. 


. How does the speed vary with respect-to variation ој 


field strength? 


How is the speed of shunt and compound motors 


varied with respect to the normal speed in two 
methods? 


How is a wide range of speed regulátion secured? 


Describe the method of regulation by shunt field 
resistance? 


Describe the method of regulation by combined arma- 
ture and shunt field control? 


What is the method of two motor regulation? 
How is a motor shut down? 
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CHAPTER 34 


D. C. Motor Control 
Apparatus 


| The various devices used in starting and speed regulation of. 
motors may be classed as: 


1. Rheostats, or starting boxes. 
2. Regulators. 
3. Controllers. 


These devices are broadly speaking, various forms of rheo- 
stats, each being designed for the particular service for which 
itis intended. 

In general, a rheostat may be defined as a variable resistance 
box, so arranged that the amount of resistance in the circuit may 
be varied by moving a lever across a series of contacts which con- 

nect with the resistance at various points along its length. 


Resistor Material.—The resistance or resistor material used 
in starters and controllers varies widely according to require- 
mentsofthe service. For small size motors a resistor with which 
a high ohmic value can bé obtained is necessary, and at the 


NOTE.— The most common form of resistor is the cast iron grid. Cast iron is admirably 
adapted for this purpose on account of its cheapness, high electrical resistance, freedom from 
corrosion, and small temperature coefficient. The resistance of cast iron increases about 15 
per cent with a change of temperature of about 250 degrees. Its principal limitation is for small 
apparatus where a large ohmic value is required with a small capacity, requiring high resistance 
units of small size. Where a large ohmic value is required in a small space the embedded type 
resistor is used. 
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same time this resistor need not have capacitv for carrying 
very heavy current. 

For intermediate size motors the ohmic values required are 
lower and the current carrying capacity greater, while for large 
motors the ohmic values required are extrem2ly low and the 





У. 





Fires. 1,101 to 1,103.— Various Cutler-Hammer resistors, 1. Fig. 1,101, iron wire tube; fig. 
1,102, iron clad resistor unit; fig. 1.103, assembly of units ready for mounting. ‘The iron 
wire tube resistor, fig. 1,101, is used in small manual Starters, Tinned iron wire is wound 
on an asbestos tube and these tubes are assembled in the frame of a starter. They are sup- 
ported by porcelain nipplea, the ends of which fit into the holes in the top and bottom of the 
enclosing case. The iron cla l resistor fig. 1,102, has its wire cemenied over and in addition 
a sheet metal covering is placed around the cement in order to protect the unit from injury. 
The assembly of units fig. 1,103 consists of special wire wound on a moulded core of vitreous 
material. The whole unit is then cemented over with a special cement. The units are 
mounted as shown and may be connected in s:ries or paraliel as occasion requires. 


currents which must be carried are extremely heavy. Con. 
sequently for small motors resistors are ordinarily made of a 
special wire wound on porcelain or asbestos tubing or some form 
of suitable base. This wire is then covered over with a cement 
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Fries. 1,104 and 1,105.—Various Cutler-Hammer resistors, 2. Fig. 1,104, cast iron grid; 
fig. 1,105, assembly of cast iron grids. The grids are assembled on rods and connected in 
series or parallel to meet the required conditions. Boxes of this type consating of various 
sizes of grids arranged in various groupings of series or parallel are built as a separate unit, 
and used in cases where it is not desirable to mount the resistor inside of the starter frame 
or where the starter is mounted on a switchboard type of frame which has no provision for 
resistor mounting. 


NOTE.—The Electric Power Club defines a “resistor’’ as: ‘An aggregation of one or mote 
units possessing the property of resistance, used in an electric circuit for the purpose of operation, 
protection or control of that circuit." Tris term was coined to express properly the part of a con- 
troller often referred to as the “resistance.” The word “resistance” expresses the property of a 
substance and should not te used to denote the material itseli. 


ae 
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for protection purposes. The wire must have a negligible tem- 
perature coefficient of resistance and also a negligible expansion 





Fre. 1,106.—Monitor bank of four edgewound resistor units connected in series with one inters 
mediate tap on second unit. ‘There are only three joints in the whole bank. 


» 


Й 





Ета. 1,107.—Method of making terminal connections on Monitor edgewound resistor by 
means of a two piece clamp, The porcelain support and Jugs on the terminal clamp insure a 
rigid connection. 
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coefficient as much expansion and contraction with heat would 
tend to break the cement coating. For intermediate sizes, ribbon 
resistor material or very fine cast iron grids are used, and for 
the heavy sizes heavier cast iron grids are used almost exclu- 
sively. For very large motors these grids are parallel, to obtain 
the necessary current carrying capacity. 





Fia. 1,108.— Terminal clamp for Monitor edgewound resistor in place. Clamp takes a firm 
grip on the ribbon and cannot work loosc. 





Fic. 1,109.—Monitor terminal clamp used for taking off a tap at an intermediate point on edge- 
wound resistor unit. Right angle lug added for convenience in making wire connection. 
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Rheostats.— These devices consist of conductors inserted 
into a circuit fcr the purpose of diminishing, either constantly 
or in a variable degree, the amount of current flowing, or to 
develop heat by the passage of a current through them. Rheo- 
stats designed to be used in starting electric motors are fre- 
quently called “starting boxes.” 


Direct current motors up to 4 h.p. may be started by throwing them 
directly upon the line, without an euxiliary switching or starting ap- 
paratus, or other than closing a switch. 





Fre. 1,112—Eight Monitor ecgewound units connected four in parallel and two in series. 
Each bank of four umts is tapped in the center, bridging clamps and a short lug being uved 
for the purpose. 


Starting rheostats are required for motors of 16 h.p. and larger and 
should be used on somewhat smaller motors when starts are frequent. 


Qus. Describe the construction of a rheostat. 


Ans. Infig.1,1:3, resistance coils, A,B,C, etc., are mounted 
in a frame or box, and are connected at intervals to the con- 
tacts 1, 2, 3, etc. The rheostat arm or lever L, is pivoted at S, 
and when moved over the contacts, inserts more or less of the 
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resistance in the circuit thus regulating the flow of the current. 
One terminal M, of the rheostat is connected to the last contact 
and the other terminal O, to the lever at S. 


Ques. How is a starting box connected to a motor? 


Ans. In series. 


Ques. Why should a starting box be used with a motor? 





Fie. 1,113.—Diagram of plain rheostat. ‘he rheostat is connected in series in the circuit that 
itis to control. In operation, when the lever is on contac! 1, the current is opposed by all 
the resistance of the rheostat so that the flow is very small. As the lever is moved over 
contacts 1, 2, 3, etc., the coils are successively cut out, thus diminishing the resistance, 
and when contact 11 is reached all the resistence is short circuited allowing the full current 
to flow. M and O, are the terminals. 


NOTE.—When an armature is in motion, there is an opposing magnetic field set up, 
due to the inductive effect of the armature. The effect of this is to induce a reverse pressure 
in the armature winding which opposes the applied voltage thus reducing the flow of current. 
Accordingly a rheostat is used to prevent toc great initial rush of current before the armature 
begins to turn in starting. 
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Ans. If the line voltage should be applied directly to the 
terminals of the armature when not running, an excessive flow 
of current will result, on account of the low resistance of the 
armature. 


Ques.What 
attachments 
should be 
provided cn 
a starting 
box? 


Ans. Ап 
overload re- 
lease, and a 
no voltage re- 
lease. 





fic. 1,116.—Cutler Hammer enclosed type motor starting rheostat with no voltage. 
protection. The type starter h re shown is provided with renewable segment contacts. 
Ths starter is used for starting up direct current motors uncer normal full load 
conditions, When the lever is moved to the first point the motor is connected to the 
line through the starting resistance and moving the lever to succeecing points cuts out 
one step after another of this starting resistance. When the lever reaches the final 
point the motor is connected directly on the line and thel ver is held in this position 
by means of an electro-magnet operating latching device. The coilof this electro magnet ia 
generally connected in series with the shunt field of te motor o that a failure in the shunt 
field circuit wil! cause the release of t^ magnet and the starter hancle will go back to the 
off position, disconnecting the. motor irom the line. Any failure in line voltage will also 
disconnect the motor. The starters are completely enclosed and operated from a lever on 
the outside of the enclosing cover. The resistor is mounted in the rear of the enclo.ing case 
NOTE.—In starting, the current flowing into tne armature is greatly reduced owing to 
the high resistance of the rheostat coils, as the arm is moved across the contact buttons The 
speed of the armature increases because it is recciving more current The resistance being cut 
out gradually and the motor gradually attains its full speed. 
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Fic. 1,117.—Allen Bradley multiple tube general purpose rheostat. Zt consists of, from one 
to twelve graphite disc compression resistor units, a compression screw, a handwheel, and 
provisions for various methods of mounting. The number of resistors Cepends upon the 
capacity required and, in caces of high voltage. the voltage drop across the rheostat helps 
to determine the number of resistors in the rheostat for the given application. Jn opera- 
tion, the variation of resistance in the individual resistor is obtained by applying various 
degrees of pressure to the column of graphite discs enclosed in the refractory lined steel tube. 
Compression is applied to the column of discs by means of a hand wheel which operates a 
compression screw. Turning the handwheel in a clock-wise direction increases the pressure 
on the graphite discs and decreases the resistance. Turning the handwheel in the opposite 
direction decreases the pressure and increases the resistance. In a single tube rheostat, the 
pressure is applied directly to a compression plug in the end of the resistance unit. In the 
multiple tube rhesotats the pressure is applied to an equalizing plate which in turn exerts 
an equal pressure on ail the tubes. No matter how many resistance units in a rheostat, the 
resistance of all tubes is balanced at all times. 

ES \ics.1,118t0 1,121.-Allen-Bradley compression type 
resistance units. The contact resistance bet ween the 
discs composing the resistance column is subject to 
variations of pressure, thereby producing propor- 
tionate resistance changes in thc column as a 
whole. In the complete resistance unit the resistance 
column is.encased in a drawn steel tube, which is 
lined with a highly tefractory cement, for purpose 
of insulation, affording the column both mechanical 
and electrical protection and excluding the air 

which effectually prevents 

any combustion should 
the column become red hot 
due tooverload. The ends 
of the tube are closed by 
means of caps through 
which pass e ectrodes for 
mak.ng connections be- 
t.een the discs and ex- 
terior conductors. The 
steel tube, when neces- 
sary, is provided with 

ibs or fins for the dissi- 
ration of acquired heat, 
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Low Voltage Release.—The low voltage release consists of 
an electro-magnet sector on the pivot end of the rheostat ор- 
erating arm, and a strong spring which tends to return the arm 
to the off position. The magnet is mounted directly below: 
the pivot of the arm and its coil is connected in shunt across 
the line in series with a protecting resistance. 


BUTTON CONTACTS RENEWABLE 
CONTACTS. 





Figs. 1,122 and 1,1°3.—Sliding contact starters. Fig. 1,122, starter with button Contacts; 
fig. 1,123, starter with renewable contacts. Motor starters in which the successive steps of 
resistance are cut out by a pivoted lever carrying a contact shoe which slides over button 
contacts or over contact segments, are known as sliding contact starters. Button contacts 
are usually furnished with motor Starting rheostats of small size wbile contact segments are 
used on those of greater capacity. The contact segment being held in position by two 
screws, is readily renewable when worn by long service or damaged by arcing. The fixed 
button contact is not so easily renewed, but being used only on small size starters is never 
likely to be subjected to severe service. Some starters, however, have renewable button 
contacts. 





Fro. 1,124.—-Allen Bradley single tube rheostat arranged for switchboard mounting. 
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When the magnet is energized ite plunger rises and forces a steel ball 
into one of the series of depressions in the secto ` on the arm with sufficient 
force to hold the arm against the action of the spring; eack depression 
corresponds to a contact. The arm can be easily moved by the operator, 
however, as the ball rolls when the arm is turned. 


When the voltage fails, the magnet plunger falls, and the spring throws 
operating arm to off position. 


If the electro-magnet does not become energized, it may be possible 
that its winding may be burnt out, in which case a jumper or a small 
piece of wire should be shunted across the magnet terminals. 





K'1a. 1,125.—Starting rheostat with no voltage and overload release. 'The no voltage release 
permits the starting lever to fly to the “off position” should the voltage fail momentarily, 
thus protecting the motor against damage should the voltage suddenly return to the line. 
The movement of the lever is due to a spring. The overload device causes the lever to 
back to the off position should the current exceed a predetermined maximum. for which 
the release is adjusted. 


Overload Release.—This relay consists of an electro;magnet, 
the coil of which is connected in series with the motor arma- 


ture circuit, and two contacts normally closed and: connected 
in series with the low voltage release. 


The overload relay magnet has a pivoted armature carrying an in- 
sulating wedge at its end. 


When the motor armature current exceeds a predetermined value, the 
overload relay magnet armature rises and forces the insulating wedge 
between the contacts, thereby opening the low voltage release circuit, 
and allowing the operating arm to return to the off position. 





818 D. C. Motor Control Apparatus 





Fie. 1,126.—Starter with no voltage release for a series motor. A helical spring coiled around 
the.lever pivot P, and acting on the lever A, tends to keep it in the off position against the 
stop S. This lever carries a soft iron armature I, which is hel1 by the poles of the electro- 
magnet E, when, in starting the motor, the arm has been gradua.ly forced over as far as it 
will go. Should anything happen to interrupt the current while the motor M, is running, 
E, will lose its magnetism and A, will be released, and will fly over to the off position. E, is 
usually shunted by a small resistance R, so that only a portion of the main current flows 
through it. This device constitutes the »o roltage release, and ensures that all the resistance 
js in circuit every time the motor is started. " 





Fics. 1,127 to 1,129.—General Electric enclosed heavy duty starting rheostat. Suitable for 
series, shunt or compound-wound d. c. motors that do not require more than 150 per cent 
full load torque to start or longer than 30 seconds to attain full speed. The retaining magnet 
coil is connected across thelinc. "Off" "Start" and "Run'' markings on the cover correspond 
to the respective switch positions. The starter is operated by an external handle as shown 
in fig. 1,127 which shows starter complete with case and cover. The resistor units are 
mounted on supports fastened to the base of the rheostat independently of the box. This 
construction facilitates in¢pection and repairs by obviating the necessity of disconnecting 
2 larger number of leads from the switch contacts 
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Starting Rheostats for Series Wound Mstors.—The speed 
of a series wound motor is regulated by a starting rheostat as 
shown in fig. 1,126, a resistance is inserted in series with the 
armature, the no voltage release is connected in series with 
the motor and the line, therefore its strength varies with the 
changes of current in the armature and field coils. 





Fic. 1,130.—Starter with no voltage release for a shunt motor. The terminals of the motor are 
atM, M’, m, and those of the starter at S, S’, s. The lever SA, is shown in the “on” position. 
The current enters tke motor at the terminal M, and there d:v:des, part going through the 
field coil F, and the main current through the motor armature A. The armature current 
enters the starter at the terminal S’, and traversing the lever SA, leaves by the terminal S. 
The field current enters the starter at the terminal s, traverses the coil of the magnet E, 
(which holds up the armature a, linked to the lever) and thence completes its journey through 
the whole of the resistance R, and through the lever SA, to the terminalS. When tke supply 
is cut off by opening Sw, or should the field circuit be accidentally broken, the magnet E, 
will release a, and the lever, which will thereupon fly to the “off’’ stop O. It should be noticed 
that when SA, i3 off, A and F, forma closed circuit with the resistance R and magnet E. The 
inductance of F, has consequently no chance of causing destructive sparking when the сиг- 
rent is shut off. In starting the motor, Sw, is first closed, and then, as the lever is slowly 
moved, the resistance R, which at first is all in circuit with A, is gradually transferred from 
A, to F. The resistance of R, is too small to a"ect appreciably tl.e current in F, which nec- 
essarily consists of a comparatively large number of turns of f ne wire. The arrangerrent 
is adopted to render the breaking of the shunt circuit unnecessary and is rendered clearer 
by the diagram fig. 1,131. It should be noted that E, may be provided with a short circuit- 
inu key or push if required. 
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The disadvantage of tliis type of starting rheostat, is that if the no 
voltage release magnet winding should burn out, the motor will refuse 
to start, unless a wire or jumper be bridged across the terminals of the 
magnet. 


Shunt and Compound Wound Motor Starting Rheostats.— 
These types of starters are similar to the series wound motor 
starting rheostats, except in the connections to the field cir- 
cuit. The shunt field coils receive their current from the line 
through the no voltage release magnet as shown in fig. 1,132. 





Fia. 1.131.—Simplified diagram of the connections of fig. 1,130. 


Multi-Switch Starters.—' These are used in connection with 
starting of large motors and moderate sized motors starting 
under heavy conditions where an ordinary starting rheostat 
would not be suitable, owing to the heavy currents that would 
be applied to the contacts. 

Multi-switch starters consist of a set of separately mounted 
resistors and a panel carrying a group of switches and pro- 
tective devices. 

Тре switches are single pole, with heavy copper contact 
pieces bolted in place. Powerful coil springs are compressed 
when the switches are closed, so that the contacts are held 
firmly together. 


The first switch of single-pole starters, and the first two switches of 
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double pole starters, close and open the circuit; these switches are pro- 
vided with arc shields and blowout coils. A mechanical interlocking device 
makes it impossible to close the switches in any way but the proper order. 





Fic. 1,132.— Starter with no voltage release and overload release connected to a compound motor. 
With a shunt motor, the only difference in the diagram would be that the series winding 
Se, would be absent, and the armature А, would then be connected straight across between 
the main terminals M and M'. When switch Sw, is closed, the current will enter the starter 
at its terminal S, and pass through tbe magnet coil m’, of the overload release to the switch 
lever L, which is shown in the off position. As soon as L, is moved up to make contact with 
the first contact S, the current divides; part going through the resistance R,.and the terminals 
S’ and M’, to the series coil Se, (if a compound motor) and armature A; and part through 
the no voltage magnet E. to the shunt winding Sh. As the lever L, is moved up toward E, 
the effect is to take R, out of the armature circuit and put it into the shunt circuit. When 
the iron armature a, fixed on the switch lever, comes against the poles of E, the laminated 
copper brush C, bears against the blocks B, B, and so affords a better path for the current 
than through the spindle s. Should the supply voltage fail, either temporarily or perma- 
nently E, will release a, and L, will fly off under the tension of a helical spring coiled round s. 
If there should be an overload on the motor, tending to pull it up and cause an excess of 
current to flow through the armature; this excess current, passing through m’, will make it 
attract its armature, so bringing two contacts together at K, which will short circuit E, and 
allow the switch to fly off. The connections between E and am’, are not shown in the figure, 
but they are indicated at C, in fig. 1,135, which isa simplification of fig. 1,132, and which should 
be carefully compared therewith. When only the norma) current is flowing, the attraction 
between m’ and :ts armature is not sufficient to pull the latter up. The actual forms and 
arrangement of parts on the starters are well shown in some of the figures. 
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Fio. 1,133.—Compound Starter. Designed for the double duty of starting a mator and reg- 


ulating its speed, the resistance provided being a combination of armature resistance for 
starting duty and shunt field resistance for speed regulation. 





Fro. 1,134.—Union non-reversing Compound starter and adjustable speed regulater for bring- 
ing a general purpose shunt or compound d.c. motor from rest to full normal speed by cutting 


Out armature resistance, and for increasing the motor speed above normal by adding resistance 
to the shunt field circuit. 
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Each starter is equipped with an overload release and a low voltage re- 
lease, which throw open all the switches in event of an overload or a failure 
of voltage. Both devices are effective while the motor is being started, а 
and the tripping point of each is adjustable over a wide range. The over- 
load release can be tripped by hand. 





Ела. 1,175 —Simplified diagram of the connections of starter connectel to compound motor 
as shown in fig. 1.132. 





fies. 1,136 and 1,137.—Multiple switch starters. Fig. 1,135, starter with no voltage release; 
fig. 1,137, starter with no voltage release and circuit breaker. The multiple switch type of 
starter is designed to overcome the arcing on sliding contacts which, in the case of large 
motors would be very severe. The cutting out of each step of resistance is accomplished 
in the multiple switch starter by a separate carbon contact switch which breaks the circuit 
with a quick snappy action. 
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In order to insure the closing of all the switches, a pendant switch in 
series with the low voltage release coil must be held closed until the last 
switch of the starter is closed; if this button is released before the last 
switch is closed, all the switches promptly open. The last switch auto- 
matically closes the release coil circuit. 


The motor is started by closing the switches, one at a time, in regular 
consecutive order. In the single-pole type the first switch closes the arma- 
ture circuit with all the resistance in series and connects the shunt field of 


RESISTANCE 






LUG A TOUCHES 
CONTACT B 
WHEN.SWITCH 
15 CLOSED 


PENDANT 
SWITCH 


Fie, 1,138.—Connection diagram of single pole multiple switch starter. 


shunt and compound wound motors directly. across the line; each succeed- 
ing switch short circuits a section of resistance. 


In the double pole type the first two switches must be closed in order 
to admit current to the motor. With full load torque, the motor should 
be started in one minute; with fifty per cent. overload, in 30 seconds. 
The motor is stopped by tripping the overload release. 
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Speed Regulation of Traction Motors.— The speed regulator 
for motors of this class is called a controller, and being located 
in an exposed place is enclosed in a metal casing. Controllers 
are designed to be used for starting, stopping, reversing. 2nd 





Ела. 1,139.—Cutler Hammer enclosed type manual speed regulator with no voltage protec- 
tion. This device gives speed regulation by armature resistance only, reducing the specd of 
the motor below the normal runoing speed by means of resistance in the armature circuit. 
No provision is made in this type of regulator for increasing the speed of the motor above 
the normal speed by means of field resistance. The maximum speed obtainable with the 
controller is therefore the normal speed at which the motor is designed to operate with no 
resistance in circuit. With all resistance in circuit and the motor taking normal full load 
current the regulator will reduce the speed of the motor 50%. If the motor be taking less 
than normal current the percentage of speed reduction attainable will be correspondingly 
less. The operating lever is held in any given position by means of an electro-magnet which 
operates a latch. This latch engages with notches in the fan tail part of the operating lever. 
In case of failure of the line voltage the lever will he returned to the off position. disconnecting 
the motor from the line. The coil of the latching magnet is quite often connected in series 
with the shunt field of the motor so that a failure of the motor field will also disconnect che 
motor from the line. The regulating resistor js mounted іп the rear of the enclosing case. 
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Fic. 1,140.—General Electric drum or platform type con- 
troller. The characteristic feature of this type is the 
scries parallel combinations of motor connections. This 
controller isused principally {or single car operation. Under 
certain conditions it can also Le arranged to operate two 
cars in each train, using either two large or four small 
motors on each car. This adapts its use to city service 
where it is required to operate two cars in trains during 
rush hour periods. 






Ете. 1,141.—Detail of General Electric drum controller magnetic blowout. Individual mag- 
netic blowouts are provided for each main finger or group of fingers. These are so located 
that the arc is blown outward. Ў 
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Fig. 1,151.—Detail of cylinder casting assembly 
for General Electric standard drum type com 
troller. 


Fie. 1,152.—General Electric type B rheostatic braking controller. The fundamental 
principle on which the action of rheostatic braking is based is the conversion of the motors 
into dynamos, which derive their energy from the momentum of the Car, and convert it 
into electrical energy which is absorbed in a set of resistors. The retardation of the car is, 
therefore, entirely independent of the current from the trolley and is proportional to the 
amount of energy absorbed in the resistors. Additional braking effort may be obtained by 
the use of magnetic brake shoes energized by the current thus generated. The controllers for 
this service are known as the B type and are essentially the same as the K type with additional 
contacts for establishing the circuits necessary for braking. Their operating handles maj 
be turned forward through a number of notches, which gives series and parallel connections 
for power running, as in K controllers, and may also be turned in the reverse direction through 
a number of notches which establish the braking connections and vary the braking effort by 
varying the resistance in the circuit. 2 
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regulating the speed of motors where one or more of these op- 
erations have to be frequently repeated. 


The controller used with a single motor equipment is practically the 
same as any other single motor starting box, excepting that the resistance 
has sufficient carrying capacity to be left in the circuit some time, When 
the motor is to operate at full speed all the resistance is cut out. To re- 
verse, a reversing notch is placed in the armature or field circuit, but not 
in both. 


Ques. What provision is made to overcome the arc when 
the circuit is opened? 2 








Fics. 1,153 and 1,154.——Union general purpose drum controller. Fig. 1,153, controller with 
cover on; fig. 1,154. controller with cover off showing mechanism. This type controller is 
used for controlling motors on indoor service where the service is light, but where frequent 
starting and stopping or reversing is required. This service is found in most industrial 
plants, machine shops, printing p'ants, etc. in operating line shafts, fans, pumps. machine 
tools, etc. In operation, fingers and rotating cylinder control armature circuit. Flat plate 
and button contacts control the field, a pointer indicates the operating position of the drum. 
Cover is made of sheet steel enclosing all live parts. 


Ans. A magnetic field is used with such polarity that it 
blows out the arc. 


Magnetic blow out coils are used on all controllers designed for 500 
volt circuits, and on types designed for lower voltages requiring more 
than 60 amperes normal capacity. 
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The coils are wound with either copper wire or flat strips of sufficient ` 
capacity te carry full load current continuously without undue heating, 
and after being wound they are treated with an insulating compound 
making them moisture proof. 


^ Ques. What provision is made to prevent reversal before 
bringing the controller lever to the “off” position? 


Ans. Controllers having separate reversing cylinders are 
fitted with mechanical interlocks makin i it necessary to place 
lever in off position before reversing. 


FORWARD REVERSE, , 
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Ела. 1,155. —Соппеспоп Ciagram for Union small hoist duty controller designed for motors 
used on small traveling cranes, monorail hoists, portable hoists and any other similar equip- 
ment requiring a small intermittent duty controller., They are о: the semi-weather proof design 
for indoor service, but may Le used out of doors, if protected from the weather. This drum 
is designe for straight series motor control, is reversible and arranged for use with or with- 
out main line limit switches. In either case the standard controller ía used. Limit switch 
protection is afforded in either one or hoth directions. 





D. C. Motor Control Apparatus 831 


Selection of Starters and Regulators.—Unsatisfactory op- 
eration of these devices is, in nearly all cases, due to lack of 
precaution in selecting the proper piece of apparatus for the 
work to be done. One of the commonest errors is to select a 
rheostat of insufficient capacity. If the current required to 
operate the motor at full speed with no resistance in circuit be 
greater than the rated capacity cf the rheostat, overheating of 
the resistance will result. 





Fra. 1,155.—Cutler-Hammer drum controller with cover removed showing arc shield and 
finger board construction. This type controller is designed for use with series, shunt or 
compound motors on general reversing or non-reversing service, where plain starting or speed 
regulation is re juire]. On regulating dutv, the drum will carry full load current continu- 
ously on any point. They close only in the “off position” enabling the operator to control 
manually the magnetic switch pane). This also insures protection to the workmen and 
motor by preventing unexpe-ted starts after stops caused by overload or voltage failures. 
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An increase in temperature even to a point where the hand cannot be 
held on the enclosing case need cause no apprehension, but should the 
resistance become red hot it indicates that the apparatus is being worked 
far beyond its capacity, and the load on the motor should be reduced or 
a regulator of greater capacity substituted. 


If the current required to Operate the motor at full speed with no re- 
sistance in circuit be less than the rated capacity .of the rheostat no over- 
heating will occur, but it will not be possible to secure the full 50 per cent 
speed reduction the rheostat is designed to give with all resistance in 
circuit. 


In ordering a starter or regulator the manufacturer should 
be furnished with the following information: 


1. Horse power of motor with which speed regulator will 
be used; 


2. Voltage of motor; 


3. Winding of motor, whether series, shunt, or compound 
wound; 


Nature of the machine which motor is to operate; Í 
Normal rated speed of motor to be used; 
- Maximum speed; 


ES 


‘Minimum speed; 


. Whether controller will ever be required to reverse direc- 
tion of motor or to operate it in one direction only; 


9. Ifreversible controller be desired, whether or not full range 
of speed control is required in both directions; 


10. Whether the regulator shall be equipped with any of the 
following devices: no voltage release, overload release, 
knife switch, fuses; 


11. Whether button contacts or renewable contact segments 
` are preferred, 





SS ee 


D. C. Motor Control Apparatus 833 





12. Giving, also, if possible, the resistance of the shunt field 


On DOP WH н 


10. 


Тар 
13. 


14. 


coil, and the shunt field current at the maximum speed 
required. If this cannot be ascertained, give horse power, 
voltage, normal speed, maximum speed required, serial 
number of motor and name of manufacturer. 


TEST QUESTIONS 


Name the various devices for motor control. 

What kind of resistors are used in rheostats? 

Describe the methods of connecting resistor units. 

What is a rheostat? 

Describe the construction of a rheostat. 

How is a starting box connected to a motor? 

Why should a starting box be used with a motor? 

What attachments should be provided on a starting 
box? 

Describe the connections for: 1, low voltage release; 2, 
overload release. 

Describe the connections of a starter with no voltage 
release for a shunt motor. 

Describe the connections for shunting compound 
motor starting rheostats. 

For what service is a multi-switch starter used? 


Describe the connections for a starter with no voltage 
release and overload release connected to a com- 
pound motor. 

What form of rheostat is used to control the speed of 
traction motors? 
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15. What are the three functions performed by con- 
trollers? 

16. How does a controller used with a single motor differ 
from an ordinary box? 

17. How is the reversing switch arranged on controllers? 

18. What provision is made to overcome the arc when 


I9 
20. 


21 


22. 


the circuit is opened by a controller? 

Describe a magnetic blow out coil. 

What provision is made to prevent reversal before 
bringing the controller lever to the "off" position? 

Give some points relating to the selection of starters 
and regulators. 

What is the difference between a starter que a regula- 
tor? 
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CHAPTER 35 


Auxiliary Apparatus 


There are numerous devices that must be used in connection 
with dynamos and motors for proper control and safe opera- 
tion. Among these may be mentioned: 


1. Switches; 

. Fuses; 

. Circuit breakers; 

. Rheostats; 

. Switchboards; 

. Lightning Arresters. 


a сло ~ 


Switches.—A switch is a device 
by means of which an electric cir- 
cuit may b2 opened or closed. There 
are numerous typ2s of switch; they 
may be either single or multi-pole, 
single or double throw and either of 
the "snap" or knife form. 


Ques. What is the difference 
between a sing'e and double pole 
switch? 





Fras. 1,157 to 1159.—Adam's single throw knife switches without fuse connections. Fig. 1,157, 
single pole switch; fig. 1,158, couble-pole switch; fig. 1,153, three-pole switch. 
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Ans. A single pole switch controls only one of the wires of 
the circuit, while a double pole switch controls both. 


Ques. What is the difference between a single break and 
a double break switch? 


Ans. The distinction is that the one breaks the circuit at 
one point only, while the other breaks it at two points. 





Fras. 1,160 to 1,162.—Adam’s single throw knife switches with fuse cannections at the handle 
end. Fig. 1,160, single pole switch; fig. 1,161, double pole switch; fig. 1,162, three pole awitcb 
Ques. What is the advantage of a double break? 


Ans. If the circuit be opened at two points in series at the 
same instant, the voltage is divided between the two breaks 
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and the length to which the current will maintain an arc at 
either break is reduced to one-half; thus there is less chance 
of burning the metal of the switch. 

Another reason for providing two breaks is to avoid using the blade 


pivot as a conductor, the contact at this point being too poor for good 
conductivity. 


Ques. When should a knife switch be used? 


Ans. When the capacity of the circuit in which it is to be 
placed exceeds 10 amperes. 





INSULATING 
CROSS BAR 


Fre. 1,163.—A single throw, two pole knife switch. As usually constructed it is made of hard 
drawn copper with cast terminal lugs and fibre cross bar. 


Ques. Describe a knife switch. 


Ans. Fig. 1,163 illustrates a knife switch of the double pole, 
single throw type. It consists of the following parts: base, 
hinges, blades, contact jaws, insulating cross bar, and handle, 
as shown. 


Ques. How should knife switches be installed? 


mA—— _ - 
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Ans. They should be placed so that gravity tends to open 
them. | 
Otherwise if the hinges become loose, the weight of the blades and 


handle would tend to close the switch, thus Closing | the circuit and possibiy 
resulting in considerable damage. 


Ques. How should switches be proportioned? 


Ans. The minimum area of the contact surfaces should not А 
be less than .01 sq. in. per ampere, and in those used on arc 





Ега. 1,164.—Triple pote, dous.e Lieak, doubie turow knife switch for very heavy current. The 
blades aze ma-e up of numerous strips to give adequate contact area. А double throw 
switch is used whe it is desirable to open one circuit ani immediately close another, or to 
trans ег оде ог то 'е coanections from one circuit to another in the least possible interval 
of time, also, when one connection is to be broken, anoti.r closed and it is undesirable 
to allow both to be closed at the same time. 


lighting or other high voltage circuits where the current is usu- 
ally small, the area of the contact surfaces is usually from .02 
to .05 inch per ampere. Since dirt or oxidation would prevent 
good contact under a simple pressure between the contact sur- 
faces, the mechanism of a switch provides a sliding contact. 





++ ~ e о – - 
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In the general design of switches, all parts which carry current are given 
a cross sectional area of at least one square inch per 1,000 amperes if they 
be made of copper, and about three times as much if made of brass, as 
the conductivity of the latter is only one-third that of the former. Further- 
more, the current should never be permitted to pass through springs, as 
the heat generated will destroy their elasticity. 


Ques. ‘What difficulty is experienced in opening a circuit 
in which a heavy current is flowing? 


Ans. It is impossible to instantly stop the current by open- 
ing the switch, consequently the current continues to flow and 





Е1ва. 1,165 and 1,166.—23..ap switch; views showing switch with cover on, and exposed to 
show mechanism. The switch is provided with indicating dial which registers "on" and 
"off" positions. 


momentarily jumps the air gap, resulting in a more or less in- 
tense arc which tends to burn the metal of the switch. 


Ques. How is this remedied to some extent? 


Ans. "The contact pieces are so shaped that they open along 
their whole length at the same time, so as to prevent the con- 
centration of the arc at the last point of contact. This feature 
is clearly shown in fig. 1,163. 


Ques. For what service are ‘‘snap” switches suitable? 
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Ans. They are used on circuits containing lamps in com- 
paratively small groups, and. other light duty service. 


Ques. What is a quick break switch? 


Ans. A form of switch in which the contact pieces are 





| 


F16. 1,167.— Gas engine snap switch. The first snap makes connection so that igniter is run 
from storage battery; second snap connections are changed so that igniter is supplied from 
dynamo; third snap makes connections so that dynamo supplies igniter and charges storage 
battery; fourth snap, all off. 





Ета. 1,168.--А “quick break” knife switch of the single throw, single break, one pole, type. 
The contact blade is held between the jaws by their clamping friction until the handle com- 
presses the spring sufficiently to force the blade out. As soon as it breaks contact with the 
jaws, the spring expands and drives the blade away from the jaws with greater rapidity 
than could be done by hand. The object of this action is to break the arc as quickly as 
possible to prevent burning the metal of the switch. 


snapped apart by the action of the springs, as shown in fig. 
1,168, so as to make the duration of the arc as short as possible. 


- The current allowed in each branch circuit of an electric lighting sys- 
tem is limited by the insurance rules to a maximum of 660 watts equivalent 
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to 12 lamps of 16 c.p. each at 110 volts. They are also employed to con- 
trol lamps in groups in theatres and other places where many lamps are 
turned on or off at about the same time. 


Fuses.—All circuits subject to abnormal increase of current 
which might overheat the system, should be protected by fuses 





Fig. 1,169.—Spool of fuse wire usually made of an alloy of tin and lead, such as half and half 
solder. Bismuth is frequently added to the alloy to lower tl.e melting point. For half and 
half solder the melting point is 370? Fahr. The current required to "blow'' a fuse increases 
somewhat with the age of the fuse owing to oxidation and molecular changes. Fuses are 
sometimes rated according to the number of amp res to be taken normally by the circuit 
they are to protect. Open fuses are so unreliable that circuit breakers are preferable for 
large currents; when fuses are used, the enclosed type as shown in figs. 1,183 and 1,189 is 
usually the more desirable. 


Fre. 1,170.—Cross section, through plug fuse. With this type of fuse it is impossible to place 
any except the correct size of plug in the socket. 


which will melt and thus open the circuit. A fuse is simply 
a strip of fusible metal, often consisting of lead with a small 
percentage of tin, connected in series in the circuit. 


Experiments have shown that for large fuses, a multiple fuse is more 
sensitive than a single one. A one hundred ampere fuse may be made by 
taking four wires of twenty-five amperes capacity. A fuse block may be 
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overloaded, not because the metal of the terminals is not of sufficient cross 
section to carry the current, but because of insufficient area of contact, 
or loose contact of fuse and wires; the overload thus caused results in 
heating and frequently melts the fuse. 


Ques. Where should fuses be placed? 


Ans. They should be inserted wherever the size of wire 
changes or wherever there is a branch of smaller size wire con- 
nected, unless the next fuse on the main or larger wire be small 
enough to protect the branch or small wire. 





Fras. 1,171 to 1,176.—Various open fuses. Fig. 1,171, fuse for main and branch blocks; fig. 
1,172, standard railway fuse; fig. 1,173, Edison main style; fig. 1,174, sneak current fuse; 
fig. 1,1 5, W. U. pattern; fig. 1,176, Bell telephone style; When an open fuse "blows" asa 
result of overloading, the rupture is accompanied by a flash, and by spattering of the fused 
material. With large currents this phenomenon is a source of danger, and the use of enclosed 
fuses is accordingly recommended whenever the rating of the fuse exceecs 25 amperes. 


Ques. How should fuses be mounted? 


Ans. They should be placed on a base of slate, porcelain, 
marble, or other incombustible material. : | 


Ques. What is the objection to copper fuses? 
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Fios. 1,177 to 1,184.—Interior construction of D. & W. fuses. In the manufacture of these 
fuses, four types of fuse link are used according to capacity of fuse, and classified as: 1, air 
drum link; 2, flat link; 2, muitiple link; 4, cylinder link. In the air drum link, figs. A and 
B, a capsule provides an air space about the center of the link, the rate of heat conduction 
through the confined air being very slow, the temperature of that portion of the link rises 
rapidly with incieasing current, rendering the blowing point practically constant; fig. C, 
shows a section through the complete fuse. In the flat link, fig. D, the section is reduced in 
the center, cutting down as far as possible the volume of metal to be fused. Figs. E to G, 
show various forms of multiple iink construction. By subdividing the metal, increased 
radiating surface is obtained which permits a reduction in the volume of fusible metal nec- 
essary, and the metal vapor formed when the fuse blows on heavy over load is more readily 
dissipated. Figs. F and G, show two forms of cylinder link, the plain cylinder fig. F, being 
used for low voltage and large current, and fig. G, for certain high tension service. The 
corrugated cylinder presents more surface to the fuse filling than the plain type and secures 
a maximum radiating surface with resulting minimum volume of metal for a given current. 





844 D. C. Auxiliary Apparatus 





Ans. They heat perceptibly soon after their rated capacity 
is passed. The melting temperature is higher than lead alloy. 


Ques. Upon what consideration does the choice between 
switches and circuit breakers depend? 





Fries. 1,185 to 1,187.—D & W. enclosed “‘cartridge” fuses. Fig. 1,185, type for 3 to 60 amperes; 
fig. 1,186, type for 61 to 100 amperes; fig, 1,187, type for 101 to 1,000 amperes. 





Figs. 1,188 and 1,189.—D and W. enclosed or cartridge fuse showing blow indication. When the 
fuse blows, it is indicated by the appearance of a black spot within the circle on the label 
as in fig. 1,189. Fuses should be placed wherever the size of wire changes or wherever there 
is a branch of smaller size wire connected, unless the next fuse on the main or larger wire is 
small enough to protect the branch or small wire, but more lights may be added on the 
large wire, making it necessary to put in a larger one. Experiments have shown that for 
large fuses, a multiple fuse is more sensitive than a single one. A one hundred ampere fuse 
may be made by taking four wires of twenty-five amperes capacity. 


Ans. Simple knife switches are suitable for use when the 
circuit is not liable to be opened while carrying large current. 
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A circuit breaker, operated automatically or by hand should 
be used for interrupting heavy currents. 


Circuit Breakers.—A circuit breaker is æ switch which is 





Fics. 1,190 and 1,191.—Front and top views of I-T-E automatic overload circuit breaker. In 
fig. 1,190 the current in the circuit enters at A, passes through the solenoid coil B, (which 
in its iron jacket becomes a powerful magnet), through the copper terminal C, to the contact 
blades D, across the bridge at E, to the contact blades F, and out into the line at G. The 
path of the current as in..icated above is more clearly indicated in the top view fig. 1,191. 
When the current in the solenoid coil produces sufficient magnetism to overcome the weight 
of the p unger, the latter is drawn up with constantly increasing velocity until it strikes 
A restraining latch or trigger which forces the arm out of the switch, thus automatically 
opening the circuit. The cevice is so constructed that in opening the circuit the arc is broken 
on the carbon contacts instead of the copper contacts. 


opened automatically when the current ov ihe pressure exceeds or 
falls below a certain limit, or which can. be tripped by hand. 

A circuit breaker consists of @ switch and a solenoid in the 
main circuit. 


Apparatus 
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When the current, flowing through the circuit, exceeds a certain value, 
the core of the solenoid is drawn in and trips a trigger which allows the 
switch to fly open under the action of a spring. 


There are numerous kinds of circuit breaker to meet the 
varied conditions of service and they may be classified: 





Ела. 1,207.—Roller-Smith, single pole, plain overload circuit breaker. As its name indicates, 
the function of the plain o ‘erload circuit breaker is to automatically interrupt the circuit 
in which it is pla e 1 whe t..e flow of current through it excee-s the predetermined limit, 
for which the apparatus is sct. It is the most common of all of the types and is utilized 
for the protection of ayna.no: an motors and all other electrical apparatus which, by reason 
of the conditions of ope-atioa, may become sub,ect to loads in e<cess of the normal. The 
single pole type may Le u.e I separately tor tLe protection of a single wire of a given circuit 
or grouped to protect the two or more wires of one circuit, becoming in the latter case the 
so called independent arm multiple apparatus. The action of this type of circuit breaker 
is fully explained in fig. 1,221. 


1. With respect to kind of control 


* a. Maximum circuit breakers: 


УЕ 





Frc. 1,201 .—Roller-Smith “S.E.” plain overload circuit braker. In operation, current entering 
through the lower studs flows through the laminated strap windings C, from this into the 
arm D, through the contact plate E, into the stationary brush F, and finally out through 
the upper stud Q. In its passage through the laminated windings C, the square core A, is 
of course magnetized to a cegree dependent on the current strength. When this magnetiza- 
tion reaches a pre-cetermined value, the attraction exerted on the ends K, of the pivoted 
armature causes the same to rise with great and increasing velocity, finally bringing the 
finger D, which forms part of the armature into violent contact with the face R, of the cor- 
responding projection on the housing which carries the hancle and the roller I1. This heavy 
blow causes H, in its rotation about the shaft J, to go over the center and consequently 
allows the strong outward pressure of the brush F, and the resilient coil C, to throw the arm 
outward with a high velocity and so break the circuit, first between the brush fingers and 
the contact plate and finally between the carbons S and F, the one of which is rigidly se- 
cured to the arm and the other of which is resiliently mounted on its supporting spring. 
To reset the breaker, the handle, which the act of opening has raised, is pulled down, thus 


bringing roller H, into engagement with roller G, once more and in that way forcing the arm 
back into its initial position. 


Fie. 1,202.—Roller-Smith “S.E.” combination everload and underload circuit breaker. 
Attached to the supporting frame is the extension, which is of non-magnetic material and 
carries a rectangular m.gnetic core around which there are wrapped laminated copper 
conductors. llinge! is a heavy cup shaped mass of magnetic material, and also hinged is 
a flat lever which bears against the extension, secured to the housing which carries the oper- 
ating handle. The circuit through the breaker conveys the current around the windings of 
this underload coil and pases from it to the regular overload winding from which it pursues 
the same course and exercises the same function as in a plain overload breaker. The core 
being thus magnetized, the cup-shaped member is held in firm contact therewith and the 
lever hangs free. Should, however, the current fall below the minimum value, the under 
load armature is no longer sustained by the magnetic attraction but drops away, swinging 
on its hinge until the projection on the heel thereof strikes the lever which blow is transmitted 

* to the handle and thus trips the breaker. When closing to reset the breaker, thé handle 
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b. Minimum circuit breakers. 

c. Reverse current circuit breakers. 

d. Maximum and reverse current circuit breakers. 
e. No voltage circuit breakers. 


Of these the maximum, reverse, and maximum and reverse current types 
are the more important. 


A maximum circuit breaker is equivaient to a fuse, but has the advan- 
tage that it can be at once reset, whereas a fuse must be replaced. 


A reverse breaker is used in connection with dynamos in parallel, to 
automatically cut out a machine if it take more than say, 10 per cent. 
motor current. 


Maximum and reverse circuit breakers are frequently used on dynamo 
panels. 
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Fre. 1,203.—Oscillogram showing test of Roller-Smith 80 ampere standard type circuit breaker 
"opening a circuit of 3310 arnperes at 575 volts in .037 second. 


2. With respect to method of breaking the arc, as 


a. Arr circuit breakers; 
b. Oil circuit breakers. 


Fic. 1,202.— Text continued. 
is manipulated just as in the case of a plain overload breaker, that is, it is pulled down, 
thus not only closing and locking the breaker as before but through the pressure exerted, 
putting the latter into contact with its rectangular core to which it will adhere if the neces- 
sary current be present. 
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Ques. Describe a reverse current circuit breaker or dis- 
criminating cut out. 


Ans. This type of circuit breaker is arranged to open a 
circuit in the event of current flowing in the circuit in a direc- 
tion reverse to the normal. This is sometimes effected by 
winding the electromagnet of the circuit breaker with two coils, 
one connected as a shunt across the main circuit and the other 





Fras. 1,204 and 1,205.—Reverse current circuit breaker; fig. 1,205, view looking at end of coils of 
cut out, showing direction of current. A, to-+- bus bar; B, resistance lamp; C, brush of cut 
out; D, shunt coil; L, sezes coil; F, core that trips cut out; G, to — bus bar; H, to + pole of 
dynamo. 


in series with the main circuit, the two coils being so arranged 
that when the main current flows in the normal direction their 
effects assist one another, whereas, when the main current re- 
verses, the effects of the coils are neutralized and the breaker 
opens. 





—— ——— 
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Ртаз. 1.208 to 1,211.—Common applications of air circuit breakers. A, storage battery and 
charging dynamo protectei by double pole single coil under current breaker (breaker dis- 
connects battery when fuly charged). B, three wire dynamo protected by double pole 
double coil over current breaker with bell alarm switch (.omplete protection is secured as 
breaker is connected between armature and series field). C, engine driven railway dynamo 
protected by two single pole over current breakers with bell alarm switches. Either breaker 
takes care of over currents and external troubles. The breaker on negative side at the 
machine takes care oí grounds not only in the dynamo but anywhere in the leads from posi- 
tive breaker to machine armature. D, motor booster set (series wound booster) protected 
by two single pole over current breakers with under voltage cevice and bell alarm switches. 
The under voltage device on the motor circuit releases only in case of failure of bus voltage, 
but the device on the booster circuit 1eleases on under voltage, also when the speed limit 
device operates because of over speeding of the machine. 
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Reverse breakers, however, can be made positive in their action; that 
is, they can be so arranged that a reverse current exerts a positive pull 
on the tripping gear, so that the greater the reverse current, the greater 

_ the tripping effect. 


Ques. What are time limit attachments? 


Ans. Devices which are fitted to circuit breakers and which 
act as dampers and prevent the too sudden operation of the 
+ + 
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Fras. 1,212 and 1,213.—Common applications of air circuit breakers. Fig. 1,212 two wire d.c. 
feeder circuits protected by over current breakers with bell alarm switches; fig. 1,213 d.c. 
motors protecte by over current breakers with bell alarm switches; a, double pole single coil 
breaker, no switch required, under voltage device is on the starting rheostat; b, single pole 
breaker in series lever switch, under voltage device on the breaker. 


breakers on what may be only a temporary overload or reverse 
current. 


By having different time limits on feeder and dynamo breakers it can 
be insured that the former operate before the latter, and suitably in other 
cases wheie it is desired that one breaker shall operate before another. 


Ques. Describe a time limit attachment. 


Ans. ‘There are numerous types. It may consist of a clock- 
work device, a weight acting on a small drum or pulley, a 
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modified dash pot arrangement, or a device operating by the 
expansion of a conductor due to the heat generated by a current 
passing through it. 


Ques. How should a time limit device be arranged? 


Ans. It should be so arranged that the heavier the overload 





Fras. 1,216 and 1,217.— Magnetic blow out circuit brea*er.. Its operation is based on the prin- 
ciple that a conductor carrying a current in a magnetic field will tend to move in u direction at righi 
ungles io the field. In operation, A and K, are the terminals, D,D, is a contact that is forced 
up against F,F, when the breaker is set. The current then takes the path A-B-F-D,D-F-K. 
When the breaker trips, the contact piece D,D, flies down and the tendency is for an arc 
to form between. F,F; the magnetic field blows the arc upward, and whatever burning 
takes place is on the contacts E,E, which are so constructed that they may be readily re- 
newed. To trip the breaker by hand, the knob N, is pressed. 


che quicker the device acts, until with a short circuit the device 
is almost instantaneous in its action. 


Air Circuit Breakers.--By definition an air circuit breaker 
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Fras. 1.218 to 1.221.—Moving picture of Westinghouse air circuit breaker. Fig. 1,218 breaker 
in closed position. This is the position of the breaker when ready to carry current. Details 
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is a type of switch: designed to break the circuit in the open air 
or in an enclosed air space. 








* 


Frc. 1,222.— Westinghouse circuit breaker construction. 3, Detail of inverse time limit, and 
shunt trip attachments. Zn operation. When the shunt trip attachment operates, the 
plunger raises the arm which engages the trip lever and trips the breaker. The under 
voltage release attachment is added at the left hand side of the breaker in the same manner. 
To trip the breaker by hand it is necessary only to force the knob toward the breaker unit. 
This movement lifts the latching device and releases the toggle mechanism. 


Fies: 1,218 to 1,221.—Text continued. ; 1 
of main, arcing and carbon contacts and the laminated form of main brush are clearly vis- 
ible; fig. 1,219, as the overload causes the breaker to open the main contact moves fram the 
upper contact block leaving a small gap; the heel of the brush leaves the lower block; the 
secondary arcing tip is in contact with the arcing plate; the carbons are in contact but due 
to lessened pressure, the pin has moved in its slot; fig. 1,220, the gap between the main brush 
ani the contacts has widened considerably. The arcing tip is no longer in contact with the 
arcing plate, the toe of the lower end of the brush is still touching the contact block. The * 
carbons are about to separate. The stationary contact has tilted about the pin; fig. 1,221, 
the breaker is here shown fully opened. The brush is entirely separated from the cantact 
block. A flexible shunt at the lower end of the main contact prevents arcing. 
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The air circuit breaker is a simple piece of electrical apparatus. The 
straight over current type consists of one or more current carrying parts 
bridging across contact studs, and an electro-magnet so arranged that on the 
occurrence of a current greater than that which the breaker is "set" to 
guard against, the circuit is opened, By this arrangement, valuable elec- 
trical machinery is protected against the. injurious effects caused by over 
current, short circuits or other: abnormal conditions. 





Figs. 1,223 and 1,224.—Detai! of inverse time limit attachment of Westinghouse circuit 
breaker. Parts: A, plunger; B,,ptunger cylinder or dashpot; C, moving magnet; D, moving 
magnet; E, metal plate; G, rectangular block; H, frame with slot for block G; J, scale plate: 
J, thumbscrew; K, pointer; L, thumbscrew. Jn construction the plunger is attached to a 
horizontal bar, which forms the ove.load armature. The stationary portion of the over: 
load magnet is in the form of a yoke, and air gaps are formed between the two ends of this 
yoke and the enés of C, at D, and D. Guiding the plunger is a metal plate E, with a diagonal 
tongue which fits into the diagonal slot in the metal plate. The thumbscrew J, is threaded 
into the rectangular block. In moving the rectangular block to the left, by means 
of the thumbscrew, the metal plate and the moving magnet are raised, thus decreasing the 
length of the air gap between the armature and the magnet. À movement to the right re- 
verses this operation. When the desired overload adjustment has been made, the rectangular 
block and pointer K, are clamped to opposite sides of the scale plate by the thumbscrew. 
-With the knob at the left, the air gap is the shortest and therefore, the minimum calibration 
of 80% of the normal 30° rating of the breaker is obtained. ‘Fhe maximum air gap is secured 
with the knob at the right. This arrangement will require greater current to close the air 
gap, asit is the maximum point of calibration, namely, 160% of the normal 30° rating. The 
dashpot is of an adjustable type. The bottom of the plunger cylinder B, shows two raised 
and two depressed portions. At the end of the plunger is a plate. the battom of which has 
two opposite quadrant surfaces that match the similar surfaces in the bottom of the plunger 
cylinder, when the device is set at 100% time limit. Adjustment for shorter time is obtained 
by rotafing the plunger cylinder relative to the quadrant plate. A 90° rotation produces 
practically zero time limit. The time limit is approximately porportional to the area of the 
quadrant surfaces in contact with each other, in the oil, in the bottom of the pot. When 
the desired time limit in seconds is secured, thumbscrew L, is tightened and clamps the 
dashpot to the flange on the metal plate. + 
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By variation of design, the breaker can be used to guard against mo- 
mentary or continued over current, under voltage, high voltage, reverse 
cs and numerous other conditions which may arise singly or in com- 

ination. 


For satisfactory operátion the circuit 
breaker should be so designed as to 
possess characteristics which make it 
suitable for the service requirements. 


The preferable location for the air cir- 
cuit breaker is at the top of the panel; 
otherwise placed, the automatic opening 
of the breaker might damage apparatus 
mounted above it; or cause the operator 
to be injured by being struck by the 
handle of the large capacity breakers or 
burnt by the arc. The top of the sec- 
ondary contacts should project slightly 
above the panel. When this is not pos- 
sible on circuits of over 300 volts d. c. 
(or 500 volts a. c.) arc deflectors should 
be used to prevent the panel being burnt 
by thearc. 9 


Lightning Arresters.— These de- 
vices are designed to provide paths 
by which lightning disturbances or 
other static discharges may pass to 
the earth. 





Fre. 1,225.—Westinghouse circuit breaker equipped with the reverse current attachment. 
Located directly above HH, is the plunger hole through which plunger H, operates. The 
reverse current attachment raises arm C, which action actuates the plumger and trips the 
breaker. 


860 D. C. Auxiliary Apparatus | 





CONTROL SWITCH AND FUSE 






UNE BREAKER HANDLE CONTACTS 
CLOSÉD IN ALL POWER POSITIONS 
UNTIL HANOLE IS TURNED BACKWARD 









GROUND FINGER, CONNECTED TO 
GROUND ON FIRST POSITION ONLY. 





p GROUND. > 


| 


HOLDING сок. 







OVERLOAD COL 


то то 
MOTORS | RESISTORS 





Fre. 1,226.—Connections of General Llectric auxiliary apparatus for use with drum con- 
trollers. The line breaker used is of the Magnetically operated type and is provided with 
contact tips, which may be easily renewed at small expense, when necessary. A powerful 
magnetic blowout coil with large arc chute insured the rupturing of the arc under all service 
conditions. The overload relay can be adjusted to open over a wide range of overload cur- 
rent. The compact line breaker permits its installation on cars having small wheels. Рог- 
celain insulators are provided for insulating the box from the car body. The line breaker, . 
equipment may also be used with rheostatic braking controllers with slight modifications of 
the control handle. With a braking controller, the line breaker protects the motors in the 
power positions of the controller only; that is, accelerating and running. In the braking 
positions of the controller, the line breaker is made inoperative. so that the motors may be 
used for braking, even though the power supply at the car be interrupted. $ 





NOTE.— Direct and remote control. With respect to location there are two methods of 
controlling motors: 1, direct or manual operation of the starting box or controller which con- 
trols the main motor circuits; 2, rernote in which the operator handles only a push button or 
master switch carrying pilot circuits. The main motor circuits are handled by a device remote 
from the operator. Some remote starters or controllers are built to be operated Pneumatically 
by means of switches closed by air operated mechanisms. Much more commonly the remote 
controllers are operated by means of electro-magnets or solenoids. These controllers are com- 
monly called magnetic controllers. 
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In general, their construction comprises an assembly of air gaps, re- 
sistances, inductances and arc suppression devices. A lightning arrester 
must prevent excessive pressure differences between’ line and ground, and 
between conductor turns in the electrical apparatus. 


An air gap is frequently used to form the necessary high resistance 
which must be interposed between the ground and the conductor. The 
resistance is such that any voltage very much in excess of the maximum 
normal will cause a discharge to ground, whereas at other times the con- 
ductor is ungrounded because of the air gap. This forms the principle of 





7 У г. 

Fic. 1,227.—General Electric magnetic blow out arrester. Jt consists of an adjustable spark 
gap in series with a resistance. Part of the resistance is in shunt with a blowout coil, between 
the poles of which is the spark gap. The parts are mounted on a porcelain base. The spark 
gap is mounted on a small porcelain block which can be readily removed for inspection of the 
gap. This porcelain block also forms the arc chute and the magnetism of the field is always 
such as to forcibly blow the arc through the chute. In operation, when lightning induces 
a pressure on a line, thus putting an excess strain on the insulation, it causes the spark gap 
to break cown, whereupon a discharge occurs through the gap and the resistance rod to 
ground. This current discharge lowers the lightning potential and thereby prevents damage 
to the insulation. Part of the current shunts through the blow out cóil, producmg across 
the spark gap a strong magnetic field which acts on the arc in the gap like a strong blast of 
air on an open flame; it blows out the arc and thus prevents thé line current continuing 
to flow and causing a ground. The magnetic blow out acts immediatély after the discharge 
and, hence, restores the arrester to its normal condition for taking care of a second discharge. 
The blow out coil is not in the main circuit, but merely shuntsit. There is therefore, no danger 
of the coil being damaged by the lightning discharge. It is firmly fixed in position with the 
spark gap mounted between the poles of the magnet so that the arc is blown out of the arc 
chute. 
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Fro. 1,128.— Westinghouse electrolytic station lightning arrester for direct current up to 
1,500 volts consists of a tank of oil in which are placed, on properly insulated supports, а 
nest of cup shaped aluminum trays. The spaces between the trays are filled with electrolyte, 
a sufficient quantity for one charge being furnished with each arrester. The top tray is 
connected with the line through a 60 ampere fuse, and the bottom tray is connected to the 
tank which is thoroughly grounded by means of alug. The fuse is of the enclosed type and 
mounted on the cover of the arrester. A small charging current flows through the trays 
continuously and keeps the films on the trays built up, so that no charging is required. This 
charging current is not, however of sufficient value to raise the termpe-ature appreciably. 
‘The immersed area of each tray is 100 square inches. The shape and the arrangement of 
the trays are such that any gases generated by the discharge can pass out readily witbout 
disturbing the electrolyte between the trays. 
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Fre. 1,229.—General Electric aluminum arrester for d. e. railway circuits. I£ consists of 
two or more aluminum plates on which has been formed by chemical and electro-chemicat 
processes, a film of hydroxide of aluminum the plates being immersed in a suitable electrolyte. 
The 600 volt arrester consists of two of these cells in series; the aluminum is in the form of 
hollow concentric cylinders held in glass jars filled with electrolyte. The aluminum cylinders 
are supported rigidly from porcelain covers in such a way as to prevent short circuiting 
against one another through vibration. When this arrester is connected to a 600 volt circuit 
a small leakage current flows through the arrester keeping the film formed on the plates. If 
an excess voltage be suddenly put on the line, as from a lightning disturbance, the film opens, 
and a discharge current limited only by the internal resistance of the cells, which is very low, 
flows through the arrester to ground. No discharge current is caused to flow by the normal 
voltage of the line as this is prevented by the films which are kept formed to the normal 
voltage by the leakage current. It is only the voltage in excess of the normal that causes a 
discharge through the arrester, and the slightest rise over normal will produce a discharge. 
The action is very similar to that of a steam boiler safety valve by which steam is confined 
until the pressure rises to a certain value when the valve opens and the steam escapes freely 
until the pressure again drops to normal. 
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air gap arresters. There may be one gap or many in series, and the gap 
may be in air or in vacuum. Other methods are: electrolytic, magnetic . 
blow out, choke coils, static interrupters, etc. 


Switchboards.—A switchboard consists of a panel or series 
of panels or slate, marble, soapstone or brick tile erected in an 
electric plant for the purpose of mounting in a convenient group 
the instruments for controlling and distributing the current 
and safeguarding the system. Switchboards may be divided 
according to operation into two classes: 


1. Direct control; 
2. Remote control. 


A direct control switchboard has all its apparatus mounted directly on 
the board and controlled by hand, while in the remote control type, the 
main current carrying parts are at some distance from the operating board, 
the control being eftected by mechanical devices or Ey electric motors or 
solenoids. 


When the control system of a plant is very extensive, it sometimes occu- 
pies a separate building known as the switch house. 


Ques. What may be said with respect to the material for 
switchboards? 


Ans. In order to avoid danger of fire from short circuits, 
the panel should be made of some non-combustible: material, 
such as marble, slate, glass plates or earthenware tiles. If 
slate be used, care should be taken to have it free from con- 
ducting veins, or it should be marbleized, that is, subjected to 
a treatment that will fill up the pores of the veins and thus 
prevent the absorption of moisture. 


Wood is seldom used, except in cases where the switches, fuse blocks, 
wire supports, etc., are all mounted on porcelain or other incombustible 


material. 3 
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Ques. How should 
the instruments and 
connections be arranged 
on a switchboard? 


GROUND DETECTOR LAMPS 
PILOT PANE: 












Ans. They should be 
arranged so as to provide 
the shortest possible path 
for the current, and 
preferably always in the 
same direction, that is, 
from right to left or from 
top to bottom, the con- 
necting wires being 


B brought in on one side 
gar’ and out on the other, 


о and the crossing of wires 
"t| — avoided as far as possible. 


All wires and current carry- 
ing parts should be kept far 
enough apart at all points to 
prevent accidental contact or 
the jumping across of the cur.. 
rent where there is a great 
difference of voltage. Such 
wires should be also kept at a 
sufficient distance from screw 
heads, metal brackets, gas 
pipes, water pipes, and othe: 
conducting bodies, in order to 
prevent accidental grounds or 
short circuits. 





|| 

d FIELD C3 ARMATURE 
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Fie. 1,230,.—View showing general arrangement of a switchboard. The wires are shown to 
illustrate the various connections, but in actual construction these wires are connected on 
the back of the switchboard. 5 
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All instruments and switches should be placed so as to be conveniently 
accessible for observation and operation, and sufficiently out of reach of 
accidental contact by persons; otherwise they should be protected by 
some form of insulating shield. 


Ques. What type of switch is used on switchboards? 
Ans. The “knife” switch. 
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Fig. 1,231.—Small switchboari suitable for two dynamos; view siowing ammeters and volt- 
meters, switches, circuit Lreakers, etc. 


Ques. Describe a small switchboard. 


Ans. Fig. 1,231 shows one suitable for two dynamos. At the 
. top is a voltmeter and two ammeters. Immediately below is | 
a row. of feeder switches serving to connect and disconnect the — 
various feeders with and from the bus bars which are mounted 
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behind the board. Below are two rheostat hand wheels, and 
two large switches connecting the dynamos with the bus bars. 
VS, is a voltmeter switch connecting the voltmeter with vari- 
ous parts of the system. Below the voltmeter switch is a double 
throw switch to transfer the bus bars from connection with the 
dynamo switches to one with some other source of current such 
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Fia. 1,232.— Diagram showing various connections of voltmeter Switch of the small switchboard 
shown in fig. 1,231. 


as a street circuit, in the event of a breakdown. At the bottom 
are two circuit breakers. 


Ques. Describe the voltmeter switch. 


Ans. Fig. 1,232 shows the connections, from which it can be 
seen that the voltmeter can be connected with the terminals . 
of either dynamo or with the bus bars, or with either a central 
or remote part in the lamp circuits. 
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Under ordinary conditions it remains connected to the circuit at the 
central point of distribution. When one dynamo is already in circuit, 
however, and it becomes necessary to connect up the other one, the volt- 
age of the latter must be the same as that at the bus bars. Accordingly, 
connections are provided to the voltmeter switch such that the attendant 
can compare the voltages at the dynamo terminals and bus bars before 
closing the dynamo switch. All the positive connections are on one side 
of the circle swept by the switch and all the negative connections on the 
other side. 


Oil Circuit Breaker.—By definition an oil circuit breaker is 
a type of switch in which the circuit is broken under ой. This 
type of breaker is described in a later chapter. 
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Fic. 1,232A.—Detail connection diagram for parallel operation of two shunt-wound gen- 
erators. It is customary to employ only one voltmeter with the addition of receptacles and a 
plug as shown. Sometimes a rotary switch arrangement similar to that shown on page 866 is 
employed, in which case the receptacles and plug be omitted. The voltmeter may in either 
case be connected at will, to read the voltage across the terminals of any one of two or more 
generators. Occasionally voltage readings across the bus-bars (load) may be included in the 
voltmeter-switch arrangement. The method for operating the two generators in parallel are 
as follows: Assume that generator B, by means of its prime mover has been brought up to 
normal speed and is already connected to the bus-bars. Then with the switch and circuit 
breaker of A open, start the prime mover of A, and bring it up to aped Now adjust the 
field rheostat of A, and note the voltmeter reading on this machine. Finally close the circuit 
breaker and switch of generator A. 


Connection for Parallel Operation of Two 868-А 
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Ела. 1,232B.— Detail of connections for two compound generators in parallel. When t wo over 
compounded generators are to be operated in parallel, it is necessary for a satisfactory division 
of loads, to parallel their respective series feld. This is accomplished by cannecting their 
negatives together as indicated, and this common connector is usually referred to as the' 
equalizer. The instruments and switches shown are connected in the usual manner, which are 
similar to those used for connection of shunt generators in parallel, the only addition being 
the equalizer and connections thereto. Ií should, however, be noted, that the ammeter for 
‘each machine should be connected in the lead from the armature to the main bus, and not in 
the lead from the series field, because if the ammeter be placed in the latter it will read the 
series field current which may be quite different from the current supplied by the generator 
to the load connected to the buses. 
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Fic. 1,232C.—Connection of a Shunt wound direct current generator. The connections are 
largely self-explanatory, the voltmeter bein connected across the main leads at the gen- 
erator side of the double-pole knife switch. his will enable the operator to read the voltage 
of the machine at all times, regardless of the position of the main switches. The current 
indicator (ammeter) is connected in series with the positive lead connecting the machine to 
the load. The purpose of the over-load coil on the circuit breaker is to prevent the current 
from reaching dangerous proportions, that is, when the current exceeds the calibrated set- 
tings of the coil, the breaker trips, disconnecting the generator from its load. 
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D. C. OPERATING SOURCE 
(Usually 110 Volts) 


Fi. 1 232D.— Typical connection diagram for a remote controlled oil circuit breaker. In this 
method of operation, it is necessary, however, that an unfailing supply of direct current be 
available. The operation of tne breaker is accomplished as follows: Assume the breaker is 
open and the condition for its closing has been established, When the main breaker is open, 
OST ERAS. marked (b) is closed, and the green lamp on the instrument board is lighted 
When the closing switch is operated, the coil of the control relay. Whose contacts are normally 
open, becomes energized and closes its contact which in turn actuates the closing coil (which 
is mechanically connected with the breaker contacts) closing the breaker. This closing of the 
breaker simultaneously reverses the position of the auxiliary switches, opening the previously 
closed switch marked (b) and closes switch marked (a), which in turn extinguishes the green 
lamp and lights the red. The breaker may be opened in a similar manner ie operating the 
lower of the two switches on the control board. 
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Fie. 1,232E.—Polarity directional protection such as that which may be used, where pro- 
tection against sparks is of the utmost importance, for example, where hydrogen or other 
high explosive materials are manufactured. In such cases it is of the utmost importance that 
the polarity be not inverted, as the explosion resulting from such a condition might endanger 
both life and property. The polarity-directional relay consists essentially of a pair of station- 
ary permanent magnets, a rotable soft iron armature pivoted within a stationary coil and a 
double throw set of contacts. The winding of the coil is of such direction that when potentiat 
is applied, connected with the proper polarity, the armature tends to rotate in a direction to 
keep the contacts closed to one side. A spring, in tension, tends to pull the armature back, 
open the closed contacts and close the contacts on the other side. When an invertion of the 
polarity occurs, the spring overcomes the action of the magnet which opens the circuit 

reaker. 
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Fic. 1,232F.— The three-wire generator with external balance coil is often resorted to when it 
is desired to obtain a three-wire system with a minimum of rotating machinery. The third 
wire (sometimes misleadingly called neutral) is obtained as follows: To an ordinary gen- 
erator designed to give a terminal voltage equal to that between the two main wires, are 
added two slip rings as shown; from these slip rings two leads are brought out and connected 
to armature points located 180 electrical degrees apart (this connection is nat shown in the 
diagram). Collectors from the slip rings are connected from the two ends of the balance coil 
wound on an iron core, and the middle point of this coil is finally connected to the third wire. 
It should be observed that in a system of this kind it is necessary to balance the load between 
the two main wires and the wire leading from the balance coil as closely as ible. The 
amount of unbalance allowed for a properly designed system (usually specified by the manu- 


facturers) should not exceed 1095 approximately of the total current. 


2 


368-F Direct Current Generators in Three- Wire Service— 
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fos. 1,232G and 1,232H.—Common method of obtaining three-wire service by means of a 
small motor-generator of identical size, usually identified as a balancer set. The additional 
wire or the so-called neutral is obtained and brought out from the common lead in the bal- 
ancer set connecting the itive of one machine with the negative of the other. By the em- 
ployment of a system of this kind, it is possible to establish better economy, in that the 
higher potential between the main generators, positive and negative leads can be utilized for 
power service. The amount of this saving in copper may best be understood hy the fact that 
the weight of the conductors (and therefore the cost) required to transmit a given amount of 
power at a given efficiency is inversely proportional to the square of the line voltage. When 
establishing such a system, however, it is necessary to employ some protective scheme to 

uard against the unbalance of voltage in case the balancer set should become disconnected. 

e voltage differential relay shown, will protect against unbalanced voltage, and as this 
relay is practically instantaneous in action, and to protect against false operation, therefore, 

< upon transitory атс definite time limit relays are utiliaed in the contact circuits. 
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Fics. 1.232G and 1,232H .—continued. 


‘The voltage differential relay functions principally as follows: The relay consists essentially 
of a pair of solenoids of equal characteristics, and each with a plunger core connected to a 
balanced lever which actuates the contacts. One winding is connected across one circuit and 
the other winding across the other circuit of the two circuits to be differentially protected. 
As long as the voltages are equal, the balance lever is in equilibrium and the contacts remains 
open. When for any reason the voltage becomes unequal, the unequal pull of the two solenoids 
tends to close the contacts and when this difference in voltage reaches the value at which the 
relay is calibrated, the contacts close instantaneously energizing the definite time limit and 
auxiliary relays which in turn shorts the coil of undervoltage device on the circuit breakers, 
tripping the breakers and disconnects the generators from the buses. 
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TEST QUESTIONS 
——————— 


Mention some devices used in connection with dynamos and 
motors. 

What is the difference between a single and double pole 
switch? 

What is the difference between a single break and a double 
break switch? 

When should a knife switch be used? 


. How should switches be proportioned? 


What difficulty is experienced in opening a circuit in which 
a heavy current is flowing? 

For what service are "snap" switches suitable? 

What is a quick break switch? 

What are fuses used for? 

Where should fuses be placed? 

Upon what does the choice between switches and circuit break- 
ers depend? 

Define a circuit breaker. 

What are the various types of circuit breaker uscd? 

Describe a reverse current circuit breakcr or discriminating 
cut out. 

What are time limit attachments? 

How should a time limit device be arranged? 

Describe the various trips. 

Name some types of lightning arrester used on d. c. lines. 

Describe a magnetic blow out. 

What kind of material is used for switchboards? 


. How should the instruments and connections be arranged on 


a switchboard? 
Describe a small switchboard. 
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2 CHAPTER 36 


Installation of Electrical 


Machinery 


General Conditions Governing Selection.—In any particular 
case, the voltage, current capacity, and type of dynamo se- 
lected will depend upon the system of transmission or distri- 
bution to which it is to be connected, and the character of the 
work which it is required to perform. The suitability of the 
different types of dynamo for various kinds of work has already 
been considered to some extent, but there are certain general 
conditions which are applicable to almost all cases, such as: 


Т 
. Operation; 
. Form; 


c1 о ~ 


Construction; 3 


Cost; 


. Number and size of units. 


N 


Construction.—This should be as simple as possible and of 
the most solid character. All parts should be interchangeable, 
and have a good finish. 


All machines should be provided with eye bolts or other means by 


which thev can be lifted or moved, as a whole or in parts, easily and 
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' 
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without injury. These features are so carefully attended to and guaranteed 
by the manufacturers as to leave little choice in this direction. 


Operation.—The considerations relating to the operation of 
a machine involve an examination of the details of its con- 
struction, in order to determine the amount of attention it will 
require, the character of its regulating device, its capacity, 
form, and weight. 


| Ques. What may be said regarding capacity? 


Ans. Dynamos and motors should not be overloaded, be- 
cause the efficiency is greater when the working load does not 
exceed the rated capacity of the machine. 


Form.—As a rule, there is not much choice in the matter of 
form between standard machines, as they are uniformly sym- 
metrical, well proportioned and compact. It is a mistake 
however, to select a light machine for stationary use, as the 
weight of a machine increases its strength, stability and dura- 
bility. 


Cost.—In some cases, the matter of first cost is important 
and deserves careful consideration. It should be remembered, 
however, that high grade electric machinery cannot be built 
out of low grade materials and with poor workmen; therefore, 
when necessity compels the selection of a cheap machine, it 
should not be expected that its service will be as satisfactory 
as that of a first class machine. 


- Number and Size of Units.—The best number and size cf 
units for an electrical plant are usually governed by the require- 
ments of the driving engines. As a rule, dynamos and motors 
are not much less efficient at quarter load than at full load, and 
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the smaller dynamos are fully equal to the larger machines in 
this respect, therefore, a generating plant can be subdivided, 
and if so desired, without any detrimental results except those 
due to a multiplicity of units. i 


Ques. What is the important consideration with respect to 
efficiency? 


Ans. Efficiency at maximum load is not so important as 
efficiency at average load. 







AE 

| 

eis ww 
4 xL 


PERCENT COMMERCIAL EFFICIENCY 


1 Rated 


1:16. 1,233.— Efficiency curves for 110 K. W. dynamos. The efficiency of a dynamo at maxi- 
mum load is not so important as at average load. For instance, if in the figure the curve OBC, 
represents the efficiency of a 110 K. W. dynamo and OAD, that of another machine, it 
would be in accordance witi common practice to compare them at rated load, at which 
the efficiency of the first is only 91%, while the other is 93%. The first machine, however, 
js far better than the second, since its average efficiency is much higher, being nearly 91% 
between half load and 25% overload. It should be noted that full load is a limit which 
should be but occasionally reached, and then only for short periods of time. 


For instance, in the diagram, fig. 1,233 the rated efficiency of one dynamo 
as shown by the curve A, is 93 per cent., and that of.another, as shown 
by curve B, is 91 per cent., but it will be observed that the average effi- 
ciency of B, is much higher, being 75 per cent. at quarter-load, 89 per 
cent. at half-load. and 91 per cent. at three-quarter load, to 55, 77 and 
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89 per cent. of A, at the corresponding loads. In this case, A, is higher 
than B, only at full load, and as full load is a limit which should not be 
reached except in special cases, and then only for short intervals of time, 
the service rendered by B, would be much more satisfactory in the long 
run. In order to avoid the difficulties Possible under these conditions, 
a guarantee to carry 25 per cent. overload for two hours without injury 
should be required, and either this or the rated load be taken as the full 
load, so as to give a factor of safety of 25 per cent. 


Ques. Upon what does the choice of field winding of a 
dynamo depend? 
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Fia. 1,234.—Per‘ormance curves of a 20 H.P. motor, showing efficiency, speed regulation, 
and amperes input. 


Ans. The series dynamo is used where a constant current 
at variable voltage is desired. A shunt dynamo is used on con- 
stant voltage circuits, where the distance from the machine 
to the load is not great, that is, where there is small line loss. 
With a compound dynamo there is compensation for line loss, 
that is, it can be constructed so that the voltage at its terminals, 
or at the load can be maintained constant or allowed to increase 
or decrease with a change in load. 
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It can thus operate lamps at constant voltage though they be located 
at some distance, or the voltage at the end of the line can be made to in- 
crease with an increase of load, as is frequently the case in railway work. 


Ques. For what conditions of service are series motors 
adapted? 


Ans. They are used on constant current circuits, and also 
on constant voltage circuits as in railway work and similar 
purposes where an attendant is always at hand to regulate the 
speed. 


Ques. Name some advantages and disadvantages of series 
motors. 


Ans. They are easily started even under heavy loads, the 
winding is cheaper than the other types and the speed is nearer 
constant than shunt motors when operated on constant current 
circuits. When used on constant pressure circuits, such as is 
employed for incandescent lighting, the speed will depend on 
the load. 


Ques. What kind of circuit is suitable for shunt motors? 


Ans. Constant voltage circuits. 


Ques. What are the advantages of shunt motors? 


Ans. The speed remains nearly constant for variable load. 


Ques. State the disadvantages. 


Ans. They start less easily under a heavy load than do 
series motors, and the speed cannot be varied through any wide 
range without considerable loss. The shunt motor requires 
more attention than the series type and is more liable to 
burn out. 
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Location.—The place chosen for the dynamo or motor should 
be dry, free from dust, and preferably where a cool current of 
air can be had. It should allow sufficient room for a belt of 
proper length when a belt drive is used. 


Foundations.—It is most important to secure a good founda- 
tion for every dynamo, and great care should be taken to have 
them entirely separate from those of the walls of the building 


CENTER 
LINE 


ANCHOR BOLTS 





Fia. 1,235.—View showing part of template for locating anchor boit centers. pipes through 
which the bolts pass ani bolt boxes at lower eni of bolts. The completed foundation is 
shown in fig. 1.236, with template removed. The template is mate of plain boards upon 
which the center lines are drawn, and bolt center located. Holes are bored at the bolt 
centers to permit insertion of the pipes as shown. 


in which the machine is installed, and if the dynamo be di- 
rectly driven, but not on the same bed plate as the engine, a 
foundation large enough for both together should be laid down. 


Stone or concrete may be used, or brick built with cement, having a 
large thick stone bedded at the top. 


For small machines the holding down bolts may be set with lead or 
sulphur in holes in the stone top, but for large machines the bolts should 


Ф 7 ая У eir p e аа ренген 


Installation of Dynamos and Motors 875 
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be long enough to pass down to the bottom, where they should be an- 
chored with iron plates. 


Setting up of Dynamos and Motors.—In unpacking the 
machines care should Be taken to avoid injury to any part, 
and in putting the parts together, each part should be carefully 
cleaned, and all the parts put vogether in exactly the right way. 
The shafts, bearings, magnetic joints, and electrical connec- 
tions should receive special attention and be thoroughly cleaned 
of every particle of dirt, grit, dust, metal clippings, etc. 





GROUND LINE 






CEMENT 


Fia. 1,236.—Concrete foundation, showing method of installing the anchor bolts. 


The improper leveliag of machines is a common cause of heating, so 
when machines are installed great care should te taken that x of ma- 
chine sets level on its foundation. 


After a machine has been erected it should be leveled with a high grade 
spirit level, and care should be taken that end play should be removed. 


End play can be easily located by the unusval amount of noise created 
^y the armature hitting the lower bearing. 


у 
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If the pole pieces be not set evenly around the frame, it will cause end 
thrust, due to the magnetic pull, the armature being "sucked" into the 
field because it extends beyond the field poles further at one end than 
the other. 


Ques. Who should preferably assemble the machines? 


Ans. Whenever possible, they should be assembled by some- 
ne thoroughly familiar with the construction; but if the serv- 





RESERVOIR 


Fic. 1,237.—Sectiona Iview showing a ring oiler or seif-oiling bearing. _As shown the pedestal 


or bearing standard is cored out to form a reservoir for the oil. The rings are :n rolling 
contact with the shaft, and dip at their lower part into the oil. In operation, oil is brought up 
by the rings which revolve because of the frictional contacts with the shaft. The oil is in 
this way brought up to the top of the bearing and distributed along the shaft gradually 
descending by gravity to the reservoir, being thus used over and over. A drain cock is 
provided in the base so that the oil may. be periodically removed from tke reservoir and 
strained to remove the accumulation of foreign matter. This should be frequently done 
to minimize the wear of the bearing. 


ices of such a person cannot be had, no one should attempt 
to put a machine together unless he has a drawing or photo- 
graph of the same for a general guide. 
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Ques. What precaution should be taken with the arma- 
ture? і 


Ans. It should be handled carefully to avoid any injury to 
the wires of the winding and their insulation. 


If it become necessary to lay the armature on the ground it should be 
laid on clean paper or cloth, but it is better to support it by the shaft on 


g n 





Fic. 1,238 to 1,243.—Self-oiling, self-aligning, bearing open. View showing oil grooves, 
rings, bolts, etc. 





Fru. 1,2 14.—Sling for handling armatures in rai.ing an armature it should be supported by 
the shaft to avoid any strain on the armature body or commutator. 





, 
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two wooden horses or other supports, and thus avoid any strain on the 
armature body or commutator. s 


Connecting Up Dynamos.--The manner in which the con- 
nections of the field magnet coils, brushes, and terminals, are 
connected to one another depends entirely upon the type of 
machine. 

The field magnet shunt coils of shunt and compound wound dynamos 


are invariably arranged in series with one another, and then connected 
as a shunt to the brushes or terminals of the machine. 





Fie. 1,245.—Comparisoa of space occupied by direct aad be!t connected dynam-s. In office 
buildings space is of value and tne room re quired by belt connecte i dynamos can always 
be put to pro itable use. For this reason the direct connecte 1 unit has Lecome generally 
adopted in the best type of oTize buildings. In large factories the direct connected unit 
is generally adontet also t> save space. Waere these con litions do not obtain, belted type 
of dynamo can be изв і to aivantage, aia givea output can be obtained with a smaller size 
machine than where it is direct connectei to tne engine. This is due to the limited rotative 
speecs at wh'ch engines can be run. The illustration shows t..e re.ative space required by 


the two types. 


The series coils of series and compound wound machines are arranged 
either in series or in parallel with one another, according to conditions of 
operation, and then connected in series to the armature and external 
circuit. 


Coupling Up Field Magnet Coils.—In coupling up the coils 
of either salient or consequent pole field magnets, assume 
each of the pole pieces to have a certain polarity (in bipolar 
dynamos two poles only, a north and south pole respectively, 
are required; in multipolar dynamos the poles must be ar- 
ranged in alternate order around the'armature, the number of 
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N and S poles being equal), then apply Fleming's rule as 
given in figs. 330 and 331, to each of the coils, and ascertain the 
direction in which the magnetizing current must flow in each in 
order to produce the assumed: polarity in each of the pole 
pieces. Having marked these directions on the coils, they can 





Ела. « 246.—General Electric type M P, marine generating set with tandem compound engine. 
The requirements of such units are compactness, light weight, simplicity, free-om trom 
vibration and noise at high speed, perfect regulation and durability. By adopting a short 
stroke for the engines and a special armature winding for the dynamo. the height and 
length of the sets have been reduced. The bed is carried out to the full width of the ynamo 
frame, meking an ample base surface for foundation without increasing the floor space 
required. While the construction gives a massive appearance, the bed has been cored 
out and the various parts so Cesigned that the complete sets have an approximate capacity 
of 334 watts per pound. Ail of the moving parts are enclosed by the engine column, ex- 
cluding dust and reducing wear and attention to a minimum. The bearings are oiled auto- 
matically under pressure. These sets are made in sizes from 25 K. W. to 75 K. W., the 
cylinder dimensions for the smallest size being 6144 and 1014 by 5, and for the largest size 
10% and 18 by 8. Single cylinder sets are made in sizes ranging from 24 К.М. 05) К.М. 
the cylinder dimensions ranging from 314 x 3 to 12 x 11. 
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be coupled up in either series or parallel connection according 
to requirements, so that the current flows in the proper direction 
in each. у 


The Drive.—Various means are employed to connect the 
engine or other prime mover with the dynamo, or the motor 
with the machinery to driver. Among these may be mentioned 
the following: 


]. Direct drive; 





Frc. 1,247.— Belt clam? for stretchiag belt and holding the ends while making joint. It con- 
sists of a stretching frame, the two ends of which are coupled by screwed bars; used for pulling 
the ends of a belt together with the proper tension, whea lacing or joining the ends. 


2. Belt drive; 
3. Rope drive; 
4. Gear drive; 
5.. Friction drive. 


Ques. What is a direct drive? 


Ans. One in which the driving member is connected direct 
to the driven member, without any interposed gearing. 


Fig. 1,246 shows a direct connected unit, which is an example of direct 
drive. 
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Ques. What may be said with respect to direct drive? 


Ans. Itisthe simplest method and the space required is less 
than with belt drive. With direct drive the engine and dynamo 
must run at the same speed; this is a disadvantage because the 
most desirable speeds of the two machines may not agree. 





Ело5. 1,248 and 1,249.—T wo methods of lacing a belt. In fig. 1.248 two rows of oval holes should 
be made with a punch, as indicated. The nearest hole should be 24 inch from the side, 
and the first row 7$ inch from the end, and the second row 134 inches from the end of the 
belt. In large belts these distances should be a little greater. A regular belt lacing (a strong, 
pliable strip of leather) should be used, beginning at hole No. 1, and passing consecutively 
through all the holes as numbered. In fig. 1,249 the holes are all made in a raw. This method 
has the advantage of making the lacing lie parallel with the motion on the pulley side. The 
lacing is doubled to find its middle, and the two ends are passed through the two holes marked 
“1,” and “la,” precisely as in lacing a shoe. The two ends are then passed successively 
through the two series of holes in the order in which they are numbered, 2,3,4, etc., and 2a, 
3a,4a, etc., finishing at 13, anc 12a, which are additional holes for fastening the ends of the 
lacer. 
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Since the usual engine speeds are slower than dynamo speeds, direct 
drive involves the use of a larger dynamo for a given output than would 
be necessary with belt connection, and involves a corresponding increase 
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Fres. 1,250 and 1,251.—A good method of lacing a 4 in. belt. Fig. 1,250 outside; fig. 1,251, inside, 
The lacing used is 5% inchoil tanned leather, and the first row of holes is punched 1" from 
the end of the belt, the second row 114” back of these, while the holes on the side are 34” 
from the ecge. The number of holes across are equal to the number of inches in the width 
of belt. In lecing, commence to lace from the side of the belt, the encs being passed from 
the inside, each end is then passed through tfe hole in the opposite end of the belt, making 
two thicknesses of lacing on the inner side. Each lacing end is then passed through the hole 
in the back row and again through the same hole as before in the first row, thus filling the 
four holes at the side and leaving the lacing straight with the length of the belt. Both ends 
of the lacing now being on the inside of the belt, they must be put through the second hole in 
the first row en the opposite end, thus causing the lacing to cross on the back or inside of the 
belt, The ends are now put through these same holes again, opposite end through opposite 
hole, making two strands of lacing between this set of holes on the face side, the strands 
being straight with the length of the belt. The ends again being on the back of the belt are 
now,to be put through the second row of holes and again through the corresponding holes 
in the first row, which brings the ends again to the back sice of the belt ready to be crossed 
as they are put through the next set of holes, and so on until all the holes are filled. This 
makes a lacing double on the outside and smooth single strands crossing on the back and a 
straight pull on each strand on the face as it is passed through each of the four holes in line. 
As the lacing is drawn through each of the four holes, the ends will be found securely fastened, 
and will bear a strand or two being cut. It is necessary to use pliers to draw the laces through 
the holes 
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in cost and greater friction loss due to the rotation of larger and heavier 
parts. 


Ques. Mention some of the features of belt drive. 


Ans. Greater flexibility in the original design of a plant is 
possible and new arrangements of old apparatus can be made at 
any time. It gives conveniently any desired speed ratio and 
permits the use of high speed dynamos and motors.. 





Fia. 1,252.—Belt awl. With this awl no punch is required for single belting. It is, however, 
advisable to use a small drive punch with double or rubber velts Zn using, the awl is thrust 
through from either site, until the first, second or third hole (according to the size of lace 
demanded) is visible on the opposite side of the kelt. The end of the lace is inserted, from 
the point of the awl, through this hole; in pulling the awl tack, the lace is crawn through the 
belt. In making butt joints, the holes should te one inch apart, and about five-eighths 
of an inch from the edges of the belt. If placed zig-zag. each row of holes across the belt 
should be half an inch behiad the next. The groove in the awl is provided with one cutting 
edge, so that, twisting it to the right, it will cut the hole, but on turning it to the left, the 
hole in the belt is simply expanded without cutting. 
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¥ias. 1,233 and 1,254.—-A simple and reliable method of lacing a belt joint for rubber belt. 
Fig. 1,253, outside view; fig. 1254, iuside view. 


Ques. State some of the disadvantages of belt drive. 


Ans. Considerable space is required and the action is not 
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positive. Belts exert a side pull on the bearings which results 
in wear, also loss of power by friction. 


Ques. Give a rule for determining the proper size of belt. 


Ans. A single belt traveling 1,000 feet per minute will transmit 
one horse power per inch of width; a double belt will transmit twice 
this amount. 

Example.—What size of double belt is required to transmit 50 horse 


power at 4,000 ft. speed, and what diameter pulley must be used for 954 
revolutions per minute at 4,000 ft. speed of belt? 


| 


5БРЕЕО ОР ВЕЈЛ, 1000 РЕЕТРЕК-МИЏЈТЕ. 


Ме Аја М 
LB: DRAG-OR EAGK PULLIN BELT 


159.23 RPM, 


DRIVER SIDE 





34 LB: PULLIN BELT 


Fic. 1,255.— One horse power transmitted by belt illustrating the rules A single belt one inch 
wide and traveling 1,000 feet per minute will transmit one horse power: a double belt under 
the same conditions will transmit two horse power. A pulley is driven by a belt by means of 
the friction between the surfaces in contact. Let T, be the tension on the driving side of 
the belt, and T”, the tension on the loose side; then the driving force=T —T’. In the figure 
T, is taken at 34 Ibs. and T", at 1 1b.; hence driving force —34 —1 33 Ibs. Since the belt ia 
traveling at a velocity of 1,000 feet per minute the power transmitted =33 Ibs. x1,000 ft. 
33,000 ft. Ibs. per minute = 1 horse power. 


The horse power transmitted per inch is 


4,000 
* 2-2 
1,000 7555 
accordingly, the width of belt required to transmit 50 horse power is 


504-8 26.25, say 6*. 


№ 
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For 4,000 ft. per minute belt speed, the distance ix inches traveled by 
the belt per revolution of the pulley. 
4,000 X12 
954 
This is equal to the circumference of the pulley, and the ccrresponding 
diameter is 


=50.31 inches 


EUM =16.1, say 16 inches. 


3.1416 


= 





Fic. 1,256.— Method of applying dressing to a running beit. Sometimes the application of 
dressing to a running belt causes additional trouble. This is due to improper application. 
Dressing, whether liquid, paste or so called stick variety, shculd be applied sparingly, and at 
the center of the belt first, a3 shown, gradually working aut to the edges, first applying the 
dressing a little to one side of the center, then a little to the other side. Treating all of one 
side of a belt first usually causes trouble. Such applications are efficacious in stopping 
slipping temporarily, while the thorough rubbing in of dressing a‘ter cleaning the surface is 
by all means the most satisfactory and durable treatment. Of the home made preparations 
probably neatsfoot oil comes first for softening very dry belts which are so hard as to begin 
tocrack. It is not desirable to attempt to get a belt into prime condition with one treatment. 
This results in the use of too much oil or other dressing. It is better to treat it several times 
and bring it to condition gradually. For this reason all dressing should be used sparingly 
at each application, but appliei o:ten enough to keep the belt i» tha same condition after 
once put in order. The addition of from 14 to 1 pound of beeswax to the gallon of oil improves 
the latter as a dressing. First melt the wax ani heat the oil, mixing the two while warm. 
Taliéw frequently is used by first heating it until it can be rubbed into the belt. When belts 
run in damp basements, the addition of 14 ounce of rosin to the pound of tallow alds in 


eliminating the effects of moisture. 
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EE Ques. How should belts be run? 


Ans. Whenever possible belts should be run with the right 
side on the bottom, the upper cr loose side will then form a 
concave erc, which increases the arc of contact cn both pulleys; 
a belt put cn in this manner may be kept much slacker than a 
belt put cn the reverse way. 


Ques. What is a quarter turn belt? 
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- RIGHT WAY 








WRONG WAY 
Fries. 1,257 and 1,278.— Right and wrong way to run a belt. The tight side should be urder- 
neath so as to increase the arc of contact and consequently the achesion, that is to say, à 
better grip is in this way obtained. 


Ans. A quarter turn belt is used to drive a shaft that is at 
right angles to the driving shaft; as, for example, a vertical 
shaft driving a horizontal shaft. 


Ques. What is a cross bett? 


Ans. A cross belt is used to drive a shaft in the reverse 
direction of the driver. 













Fig. 1,259.—Quarter- 


turn belt. For satis- 
factory operation I, 
the driving puley 
should be wider taan 
the other in the pro- 
portion of five to 
three, and should 
have a somewhat 
greater convexity 
than is commonly 
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given to the face of a 
pulley; 2, both pul- 
leys shoud be as 
small as possible, in 
view of the power tc 
be transmitted, and 
ought to be nearly 
the same size; 3, the 
position in which 
they are placed rela- 
tive to each other 
must be such that 
the belt leads from the 
face of опе 10 (ће cen- 
ter of the face of the» 
other. 


Ела. 1,260. — Cross 
belt. Zn this«urrangev 
Met. Ue Leil | asses 
around a small guide 
pulley on an idler 
shaft before passing 
to the driven pulley, 
returning around an- 
other idler on the 
same shaft before re- 
turning to the driver 
pulley. Here the same 
side of the bet is 
always in contact 
with the various pul- 
leys, and the area en- 
veloping the pulley is 
much as it would be 
with a plain drive. 
The idler shaft must 
bisect the angle made 
by the two shafts, 
that is, it should lie 
at an angle oí 45? 
with each, when 
viewed from above. 
Its plane should be 
parallel with the 
planes of the other 
shafts, and the posi- 
tion of the small pul- 
leys should be de- 
termined by lines led 
from the face of one 
pulley to the center 
of the face of the 
other as before. 
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Ques. Which will pull more, an open belt or a cross belt? 


Ans. A cross belt will pull more, as crossing increases the 
arc of contact (belt surface on pulley). 


Ques. What is the proper speed for a belt? 


, Ans. From 3,000 to 5,000 feet per minute, depending on 
conditions. 


INCREASED ARC 
OF CONTACT 


TENSION ADJUSTMENT. 





Fic. 1,261.—Idler pulley or intermediate gear, used: 1, to increase the arc of contact and thus 
secure better adhesion, znd 2, as a means of adjusting the belt to the proper tension as here 
shown and also in figs. 1,262 to 1,264. 


Points Relating to Belts. 


1. The amount of power that a belt of given size can transmit is not a 
very definite quantity. The rule given on page 884 is conservative and 
will give an amply large belt for ordinary conditions. 


2. A belt should make a straight run through the air and over the 
pulleys without wabbling; it should maintain an even and perfect con- 
tact with that part of the pulley with which it comes in contact. In order 
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to do this it should be kept soft, 
pliable, and have no abrasions or 
rough places. 


3. When belt fasteners give way 
there is too much strain upon the 
belt. The greatest amount of slack 
in abelt is found where it leaves the 
driving pulley, hence the tightener 
should Le near the driving pulley, 
as it takes up the slack, prevents 
vibraticn and diminishes strain 
on belts and bearings. More than 
100 degrees of heat is injurious to 
belts. 


4. Double belts should always 
run with the splices, and not 
against them. Quarter turn belts 
should ke made of two ply leather, 
so as to diminish the side strain. 


| 


/ 5. Friction is greatest when the 
pulleys are covered with leather. 
Friction depends upon pressure, 
but adhesion depends upon sur- 
face contact; the more a belt ad- 
heres to pulley surface without 
straining, through too much tight- 
ening, the better the driving 
power. Slipping occurs on wet 
days because the leather absorbs 
dampness. 


6. A leather covered pulley will 
produce more resistance than pol- 
ished or rough iron ones. A good 
belt dressing makes a smooth, re- 
sisting surface, and as it contains 


ph NOTE.—If regular belt dressing be 
SPRING t not available use beef tallow at blood 
temperature. Apply and dry in sun. 
'The addition of beeswax will help when 
belts are run in wet or damp places. 





Fies. 1,262 to 1,264.—Three methods of idler pulley adjustment. Fig. 1,262, lever; 
fig. 1,263, screw; fig. 1.264, spring. 
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no oils which create a slippery surface to belts, it increases belt adhesion. 
The friction of leather upon leather is five times greater than leather 
upon iron. j 

7. Moisture and water distend the fibres, change the properties of the 
tanner’s grease and softening compounds. Repeated saturation and dry- 
ing will soon destroy leather. Leather well filled with tanner’s grease or 
animal oil, if allowed to hang in a warm room for sevezal months without 
handling, will dry out, become harsh, and will readily crack. 

8. A running belt is stretched and relaxed at different times and unless 
there be perfect clasticity in all its parts there witl not be uniform dis- 
tension. 





OAK CLAMPS I2x5 
/OR LARGER ACCORD- 
ING TO CAPACITY 

DESIRED 


p GROOVE FOR BOLT 
TC" CLAMP NUT 





Fro. 1,265.—Home mace belt clamp. It is made with four piec-3 of oak of ample size to 
firmly grip the belt en2s where the bolts are tightened. The figure shows the clamp complete 
and in position on the belt and clearly illustrates the detaiis of construction. In making 
the long bolts the thread should be cut about three-quarter length of bolt and deep enough 
so that the nuts will easily ecrew on. 





, 
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9, There should be 25 per cent margin allowed for adhesion before a 
belt begins to slip. 


Rules for Calculating Speed and Sizes of Pulley.—When 
two pulleys are working together connected by a belt, the one 
which communicates the motion is called the driver and the 
other which receives it, the driven pulley. 


To Find the Size of the Driver Pulley: Multiply the diameter of 





Fias. 1,268 to 1,270.-_Method of aligning engine and dynamo. In fig. 1,253, aline is stretched 
irom A, to E, and the dynamo shifted until the line contacts with points A, D, I and E. In 
a small dynamo, the pulley may be loosened and set back on the snaft as in fig. 1,269, while 
lining up the faces, and then moved back to its original position as in fig. 1,270. When the 
pulley is not easily shifted the distances at A and D (fig. 1,26.) may be measured. 


the driven pulley by its required number of revolutions, and divide the 
product by the revolutions of the driver. The quotient will be the diam- 
eter of the driver. 

To Find the Number of Revolutions of the Driven Pulley: Mul- 
tiply the diameter of the driver by its number of revolutions, and divide 
by diameter of the driven. The quotient will be the number of revolu- 
tions of the driven. 

To Find the Diameter of the Driven that Shall Make a Given 


Number of Revolutions, the Diameter and Revolutions of the 
Driver Being Given: Multiply the diameter of the driver by its number 


` 


* 
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of revolutions, and divide the product by the number of revolutions of 
the driven pulley. The quotient will be the diameter of the driven pulley. 


Four problems arise 


Problem 1. To find diameter of driver. 
Problem 2. To find speed of driver. 

Problem 3. To find diameter of driven pulley. 
Problem 4. To find speed of driven pulley. 


The practice of memorizing rules is worse than ridiculous. 
If the principle upon which the speeds and sizes of pulleys de- 
pend, be understood, a formula expressing the relationship 
may be easily constructed and solved for any one of the four 
items desired. 


According to the rules of proportion. 


Diam. driver: diam. driven pulley = rev. driven pulley: rev. driver.. (1) 


Let 
D = diameter of driver. 
d = diameter of driven pulley. 
R = revolutions of driver. 
r = revolutions of driven pulley. 


| 


Substituting these symbols equation (1) becomes 
в (2) 
Problem I—What size engine pulley must be used to drive a dynamo at 


a speed of 2,000 revolutions per minute (7.p.m.) if the dynamo have a 4 in. 
pulley and the speed of the engine be 500 7.p.m.? Hered = 4; R = 500 


апі т = 2,000. 
Solving equation (2) forD, с. А 
DR СААИ (3) 
р = 2 ТАТО S RC TODO о (4) 
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Substituting the given values in (4). 


_4Х 2,000 8,000 
7 500 50 
Problem 2—At what speed must an engine run to drive a dynamo at a 


speed of 2,000 r.p.m.; if the dynamo have a 4 in. pulley, and the diameter 
of engine pulley be 16 ins.? Here d = 4;7 = 2,000 апар = 16. 


D = 16 ins. 


Solving equation (3) for R, 


dr 
R= pp c IE E E (5) 


Substituting the given values in (5) 


= = === = 500 т рт. 


Froblem 3.—What size pulley must be used on а dynamo for a speed 
of 2,000 r.p.m. if the engine have a 16 in. pulley running 500 r.p.m.? Here 
Р” = 16; К = 500 апа т = 2,000. 


Solving equation (3) for d. 


Substituting the given values in (6), 


M 
d= = - 4in. 
Problem 4—At what speed will a dynamo run if it have a 4 in. pulley 
and be driven by an engine having a 16 in. pulley turning 500 7.p.m. Here 
D = 16;R = 500andd = 4. 


Solving equation (3) for т 


DR 
== ia pow Sebel cece CIE D TATE ...... (7) Е 
Substituting the given values in (7) 
pm © орт 


4 


~ 
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Rope Drive.—In this method of power transmission, rope is 
run in V-shaped grooves in the rims of the pulleys; this form 
of drive, in some cases, is more desirable than in others. 


Ques. What cre some of the advantages of rope drive? 





Ела. 1,271.—Sectional view of Hilt clutch mechanism. in every case the mechanism hub A, 
and in a clutch coupling the ring W, is Permanently and rigicly secured to the shaft and 
need not be disturbed when removing the wearing parts. When erected, the adjustment 
should be verified, and always with the clutch and ring engaged and at rest. If the jaws do 
not press equally on the ring, or if the pressure require on the cone Łe abnormal, loosen 
the upper adjusting nuts T’, on eye bo!ts and set up the lov er adjusting nuts T”, until each 
set of jaws is unc er the same pressure. Should the clutch ten slip when started it is evident 
that the jaw pressure is insufficient and a further adjustment will Le necessary. All clutches 
are equipped throughout with split lock washers. Vibration-or shock will not loosen the 
nuts if properly set up. The jaws can be removed parallel to the shaft as follows: Remove 
the gibs V. and withdraw the jaw pins P, then pull out the levers D. Do not disturb the 
eye bolt nuts T' ani T". The outside jaws B. can now te taken out. Remove the bolt 
nuts I. allowing the fulcrum plates R, to betakenof. On the separable hub pattern the clamp- 
ing bolts must be taken out before fulcrum plate is removed. The inside jaws C, may now be 
DONE Oil the moving parts of the clutch. Keep it clean. xamine at regular 
intervals. 


Ans. More power can be transmitted with a given diameter 
and width of pulley, on account of the increased grip in the 
grooves. Rope drive can be employed for long or short dis- 
tances by reason of its lightness and the action of the grooves. 


Gear Drive.—This method is used where a positive drive is 
desired, as for elevator or railway motors. It admits of any 
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degree of speed reduction without attending difficulties as would 
be encountered with belt drive. 


Thus, with the worm type of gear as used on elevator motors a great 
' reduction in velocity can be made without incurring the expense of coun- 
tershaft as with a belt. 


Friction Drive.—This is a very simple mode of transmitting 
power and has the advantages of simplicity and compactness. 


FACEOF 
PULLE Y OR SHEAVE | 





Fic. 1,272.—Quill drive. This is the proper transmission arrangement as substitute for aeavy 
service, requiring large pulleys. sneaves. gears, etc. — It is a h».low saat supported by in- 
dependent bearings. ‘The main driving sna t running twough the quill is thus relieved 
of all transverse stresses. Tue power is transmitted to the quill by means of a (пе лоп ог 
jaw clutch. When tue clutch i3 thrown out, the pulley or sheave stan^s idle ani the 
driving shaft revolves freely within tae quill. As thee is n> contact between moving 
parte there isno wear. Jav clutches shold be used {or dri ze; demanding positive angular 
displacement. They can only be turown in and out of engagement when at rest. All very 
large clutch pulleys, sheaves, or gears Cesignet to run loose on the line shaft are pre.erably 
mounted on quills. The letters A, B, C, etc., inaicate the dimensions to be specified in 
ordering a quill. 


In operation, the driving wheel is pressed against the wheel to 
be driven, transmitting motion to the latter by the frictional 
grip. The drive is thrown out of gear by slightly moving the 
machine on its sliding base. In construction, the friction may 
be increased by making one wheel of the pair, of wood, com- 
pressed paper, or leather. 


Electrical Connections.—Circuits for dynamos and motors 
should be carefully planned so as to secure the simplest system 
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and to avoid unnecessary expense and delay, the wiring 
should be installed in accordance with the requirements of the 
National Electrical Code. 


Ques. What may be said with respect to exposed and 
concealed wiring? 


Ans. Exposed wiring is cheap and accessible; a short circuit 
or ground is easily located and repaired. Concealed wiring, 
especially when placed under the floor, has the advantage of 
being out of the*way, and thus protected from injury.. ~ 


CUT OFF POWER DELIVERED 
POWER RECEIVED COUPLING 





Fic. 1,273—Cut off coupling for power transmission by line shafting. It is used to cut off a 
anyin ponat from a driven shaft. Its use obviates the use of a quill, such as is shown in 
g. i, d á 


Ques. In wiring a dynamo what are the considerations 
with respect to size of wire? 


Ans. All conductors, including those connecting the ma- 
chine with the switchboard, as well as the bus bars on the lat- 
ter, should be of ample size to be free from overheating and 
excessive loss of voltage. The drop between the dynamo and 
switchboard should not exceed one-half per cent. at full load, 
because it interferes with proper regulation and adds to the léss 
easily avoided drop on the distribution system. 
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TEST QUESTIONS . 


What are the general conditions governing selection? 

What provision should be made to facilitate the in- 
stallation of machines? 

What are the considerations relating to operation? 

What may be.said regarding capacity? 

What governs the choice as to number and size of 
units? | 

What is the important consideration with respect to 
efficiency? 

Upon what does the choice of field winding of a 
dynamo depend? 


. State some points relating to location and founda- 


tion. 


. Describe tlie setting up of dynamos and motors. 
10. 
11. 
12. 
PSE 
14. 
15. 
16. 
175 
18. 
19. 
20. 
21k 
R227 


Who should preferably assemble the machines? 
What precaution should be taken with the armature? 
What is a direct drive? | 

What are the features of a direct drive? 

Describe the methods of lacing a belt. 

What are the advantages of belt drive? 

Give a rule for determining the proper size of belt. 
How should belts be run? 

What is a quarter turn belt? 

Which will pull more, an open belt or a cross belt? 
What is the proper speed for a belt? 

Mention various points relating to belts. 

What is the object of a idler pulley? 


* 
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23. Give the various rules for calculating speed and size 
of pulleys. 

24. How should the circuits for dynamos and motors be 
arranged? 


25. What may be said with respect to exposed and con- 
cealed wiring? 


26. In wiring a dynamo what are.the considerations 
with respect to size of wire? 
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C) Audels REFRIGERATION & Air Conditioning Guide $4 


4 Books in One; covering basic principtes, servicing, operation, reoair of:—1. Household Refrigera- 
tion, 2. Speciat Refrigeration Units, 3. Commercial and Industria! Refrigeration, 4. Air Condition- 
ing Systems. A gold mine of essential tmportant facts for Engineers, Servicemen and Users. 

A Good Book is a Good Friend! Here you have at your fingers’ ends a Complete Library in ONE 
VOLUME, the necessary data you have been looking for on: MODERN UNITS, SYSTEMS & 
MACHINES, REFRIGE ANTS including Freon, Quick Freezing, Lockers, Water Coolers & Ait 
Conditioning Systems. А 

1280 Pages, 46 Chapters all Fully (ииѕќгаќед ё (udexed for Ready Reference with Answers to 
Your Questions. 


C] AUDELS WELDERS GUIDE............... Sf 


A CONCISE, PRACTICAL TEXT ON OPERATION AND MARIITENANCE OF ALL WELDING 
MACHINES, FOR ALL MECHANICS. 

Over 400 pages, fully illustrated, 5 x 65 x 2, flexible covers. 5 

Covers Electric, Oxy-acetylene, Thermit, Unionmelt Welding for sueet metal, spot and pipe welds, 
pressure vessels and aluminum, copper, brass, bronze and other metais, airplane work, surface hardening 
and hard facing, cutting, brazing—eye protection, EVERY WELDEP SHOULD OWN THIS GUIDE. 


C1 AUDELS ANSWERS ON BLUE PRINT RFADING . $2 


COVERS ALL TYPES OF BLUE PRINT READING FOR MECHANICS AND BUILDERS. 
376 pages, very fully illustrated, service bound, pocket size. 
How to read scales—the stanu. 7 symbols—detail and assembly prints—the different kinds of working 
drawings; orthographic, pictorial, descrintive—development by parallel and radial lines, cenventional 
lines, triangulation. Warped and other surfaces—specifications—how to sketch—how to make working 
drawings—how to make blue prints—short cuts—helps—hints and suggestions. 

The blue print of to-day is the machine of to-morrow.” The man who can read blue prints is in line 
for a better job, This book gives you this secret language, step by step in easy stages. 
NO OTHER TRADE BOOK LIKE IT—NEW, COMPLETE. 


[ ] AUDELS POWER PLANT ENGINEERS GUIDE. .$4 


A COMPLETE STEAM ENGINEERS LIBRARY IN ONE BOOK WITH QUESTIONS & ANSWERS, NEW 
FROM COVER TO COVER. 1500 Payes, over 1700 clear, expertly drawn lilustrations, Graphs and Charts. 
1001 FACTS & FIGURES AT YOUR FINGER ENDS. For all Engineers, Firemen, Water Tenders, Oilers, 
Operators, Repairmen and Applicants for Engineers’ License Examinations. s 

SPECIAL FEATURES INCLUDE: Boilers, al! types; Boiler and Engine room Physics; Fireman's Guide; 
Boiler Examination Questions; Boiler Operation; Pulverized Coal Systems; Instant Steam; Boiler Fix- 
tures; Boiler Repairs and Calculations; Boiler Accessories; Feed Pumps; Feed Water Heaters; Econo- 
mizers; Feed Water Treatment and Deaeration; Injectors; Safety Valve Calculations; Mechanical Stokers; 
Oil Burners; Condensers; Air Pumps and Air Ejectors;. Evaporators; Steam and Hot Water Heating; Pipe 
Fitting, Steam Engines; Valve gears; Turbines: Compressors; Hoists; Gas and Diesel Engines; Lubricants 
and Lubrication. 

65 Instructive, Interesting Illustrated Chapters — ALL FULLY INDEXED FOR READY REFERENCE. 


L] AUDELS SHEET METAL WORKERS 
HANDY BOOK......................$1 


Containing practical inside information, essential and important facts and figures. Easy to understand. 
Fundamentals of sheet metal layout work. Clearly written in everyday language covering: Aircraft sheet 
metal work, principles of pattern cutting, sheet metal work layout, development of air conditioning 
ducts, sheet metal machines, welding sheet metal, boiler plate work, practical drawing, how to read 
plans, geometrical problems, mensuration, FULLY ILLUSTRATED, READY REFERENCE INDEX. 
888 PAGES—HANDY SIZE—FLEXIBLE BINDING 


C] AUDELS SHEET METAL PATTERN LAYOUTS .$4 


10 Sections, 1100 pages, 350 layouts, 1600 illustrations. 

A PRACTICAL ILLUSTRATED ENC LOPEDM COVERING ALL PHASES OF SHEET METAL WORK 
INCLUDING PATTERN CUTTING, TTERN DEVELOPMENT AND SHOP PROCEDURE. 

10 Big Sections Covering: Heating & Air Conditioning Duct Patterns—Special Sheet Metal Layouts— 
Layouts for various sheet :netal shapes—Conductors, Leaders and Leader Head Layouts—Gutters and 
Roof Outlet Layouts—Sheet Metal Roofing Patterns—Skylights and Louvers Pattern Layouts—Cornice 
Pattern Payouts Sheet metal Boat Patterns-—Geometrical Problems, Mensuration and Sheet Metal 
Mathematics, 

Developed by experts for Sheet Metal Workers—Layout men—~Mechanics and Artisans, Apprentices and 
Students. A MASTER BOOK FOR ALL THE SHEET METAL TRADES, 


C] AUDELS MATHEMATICS & CALCULATIONS 
FOR MECHANICS..................$2 


MATHEMATICS FOR HOME STUDY ÜR REFERENCE. 700 pages, 550 illustrations, pocket size, 
This work has been arranged as a progressive study, starting with the first principles of arithmetic and 
advancing step by step, through the various phases of mathematics, inciuding the many necessary rules 
and calculations, for figuring mechanical and electrical engineering problems. Thousands of mathematical 
Calculations and tables, fully indexed for quick use. 

Practical mathematics from the beginning. How to figure correctly. New, easy, correct methods covering 
а complete review of practical arithmetic. Illustrated with examples. Includes mensuration—plane and 
solid geometry—trigonometry—algebra—calculus—electricat and mechanical shop calcutation—practical 
tests—-reference tables and data, How to use the slide rule. A REAL HELP TO ALL MECHANICS. 


L1 AUDELS NEW MACHINISTS & TOOL MAKERS 
НАМОУ ВООК.....................$4 


COVERS MODERN MACHINE SHOP PRACTICE IN ALL BRANCHES. 5 PRACTICAL ROOKS IN ONE, 
New from cover to cover. Tells how to set up and operate lathes, screw and milling machines, shapers, 
drill presses and all other machina tools. 1 

1600 pages, fully illustrated, 6 x 6¥2 x 2, flexible covers. Indexed. B sections, 60 chapters. Easy to 
‘read and understand. 

A complete instructor and reference book for every machinist, tool maker, engineer, machine operator, 
mechanical draftsman, metal worker, mechanic and student, covering lathes, screw and milling machines, 
shapers, drill presses, etc. § practical books in 1: Section 1: Modern machine shop practice—2: blue 
print veadinj—3: mathematics for machinists—4: shop physics——5: how to use the slide rule, 

„А SHOP COMPANION THAT ANSWERS YOUR QUESTIONS, 


[] AUDELS DIESEL ENGINE MANUAL. .......32 


A PRACTICAL, CONCISE TREATISE WITH QUESTIONS AND ANSWERS ON THE THEORY, РВАС-! 
TICAL OPERATION AND MAINTENANCE OF MODERN DIESEL ENGINES. , 4 
384 pages, fully illustrated, flexible binding, pocket size, . 
Explains in simple, concise language Diesel operating principles—engine starting—air starting valves 
fuel spray valves—inlet and exhaust valves—valve timing—fuel pumps—fuel injection compressors— 
starting air compressors—scavenging air compressors—pistons and piston rings—cylinders—tubrication 
—cooling systems—fuel oil—the engine indicator—governors—~engine reversing—semi-Diescl engines— 
high, Speed Diesel engines arenes Ayy BROUGHT OUT, THIS BOOK IS OF EXTREME VALUE 
iesel engines. . BOOK IS OF EXTRE 
TO ENGINEERS, OPERATORS, STUDENTS. OF EXTR МЕ 


C] AUDELS MECHANICAL DICTIONARY. .....- 94 


A WORD BOOK FOR MECHANICS, COVERING THE MECHANIC ARTS, TRADES AND SCIENCES, 
950 pages, 534 x 8 x 134, flexible binding. . 

‘A very useful book. If constantly referred to will enable the student to acquire a correct knowledge of 
the words, terms and phrases in use in mechanical engineering and its various branches. Included ara 


valuable tables, formulas and helps—-an encyclopedia as well as a dictionary. 


C AUDELS NEW AUTOMOBILE GUIDE........$4 


A PRACTICAL READY REFERENCE FOR AUTO MECHANICS, SERVICE MEN, TRAINEES & OWNERS 
Explains theory, construction and servicing of modern motor cars, trucks, buses, and auto type 
Diesel engines. 1540 pages, fully illustrated, 5 x 6¥2 x 2. 55 chapters. Indexed. 

FEATURES: Al) the parts of an automobile—automotive physics—the gas engine—pistons—pistor 
rings—connecting rods—crank shafts—the valves—the valve gear—cams and cam actione-valve timing 
—cooling systems—gasoline—fuel feed systems—the mixture—-carburetors—automatic chake—super- 
chargers—transmissions—synchro-mesh—clutches—universals and propeller shafts—the differential— 
rear axles—the running gear—brakes—wheel alignment—knee action—steering gear—tires—lubrication 
— ignition systems—magneto ignition—spark plugs—ignition coils—distributors—automatic spark 
control—ignition timing—generators—starters—lighting systems—storage batteries Diesel engines. 
A STANDARD BOOK FOR AUTO MECHANICS AND OPERATORS. 


(J AUDELS MARINE ENGINEERS HANDY BOOK .$4 


AN ENTIRELY NEW, MODERN, PRACTICAL TREATISE FOR MARINE ENGINEERS (ALL GRADES). 
FIREMEN, OILERS, MACHINISTS. HELPERS AND STUDENTS, WITH CALCULATIONS AND 
QUESTIONS AND ANSWERS FOR EXAMINATIONS, 

1246 Pages—23 Chapters, logically arranged—fully illustrated and indexed for Ready Reference. 
Practical Information in a handy form covering all branches of Marine Engineering with step by ster 
solutions on hundreds of problems: . 

Marine Engineering Physics—Combustion and Fuel—Steam and its Properties—Marine Boiters—Oil 
Burners—Fuel Oil—Marine Steam Engines—Engine Governors—Steam Turbines—Diesel Engines—Gas 
Engines —Pumps—Refrigeration—Lubrication—P ipefitting—Pipe Covering—Deck Machinerye-Ship Pro- 
pellers—Marine Electrical Practice—Tables & Data—First Aid—License Requirements—Specimen 
Examinations for Merchant Marine Engineer Licenses. 

Indispensable for upgrading, examinations and for ready reference. A library in one volume. 


L1 AUDELS PUMPS, HYDRAULICS, Д 
AIR COMPRESSORS.................84 


A NEW MODERN, COMPREHENSIVE GUIDE ON PUMP, HYDRAULIC AND AIR PROBLEMS FOR 

ENGINEERS, OPERATORS, MECHANICS, STUDENTS, WITH QUESTIONS AND ANSWERS. 

1658 Pages—3 Books in one—fully illustrated. 

Practical Information covering: . 

PUMPS—SECTION A—908 PAGES: Centrifugal—Rotary—Reciprocating Pumps—their theory, con- 

struction, operation and calculations. Air and Vacuum Chambers—Power Pumps—Air Pumps—Jet Con- 

densers— Surface Condensers—Condenser Auxiliaries—Condenser Operation—Calculations. Cooling Ponds 

7700110 рена Supply—Hydraulic Rams—Special Service Pumps—Automotive Fire Pumps— 
redges—Code, 

HYDRAULICS—SECTION B—320 PAGES: Hydraulic Physics—Drives—Machine Tool Power—Accumu- 

lators—Elevators—Airplane Control—Automobile Brakes—Shock Absorbers—Presses—Turbines. — 

AIR COMPRESSION—SECTION C—406 PAGES: Compression—Work—Compressor Classification . 

Parts, Types—Inter and After Coofers—Reguiating Devices—Installation—Lubrication—Operation— 

Maintenance—Blowers—Superchargers—Pneumatic Hand Tools. 

A PRACTICAL TREATISE with a Ready Reference Index of 24 Pages. 


[1 GUETHS MECHANICAL DRAWING. . .'... . . . 91 


A CONCISE DRAWING COURSE. 150 pages, 50 plates, size 6 x 9, flexible cover. 

A complete instructor and reference work on: Drawing tools and their use, drafting room and shop 
practice, laying out sheets and lettering, important rules for working drawings, three views and isometric 
Simple models, joints and carpentry work, machine drawing, projections, sections, intersections, warped 
surfaces, method of plan of elevation, method of vanishing point, shades and shadows, points, lines and 
planes, prisms and pyramids, spheres, screw surfaces, shadow perspective. How to use the slide rule. 


C ROGERS DRAWING AND DESIGN........ .$2 


MECHANICAL DRAWING SELF TAUGHT. 

606 pages, 600 illustrations (many full page drawings), flat-opening, 

A standard work, with all details so clearly explained that this valuable training Is easily obtained 
without an instructor. Covers terms and definitions, how to use drawing board—instruments, T Square, 
triangles, how to do lettering, shade and section lining, geometrical drawing, development of surfaces 
and isometric, cabinet and orthographic projections, working drawings, explains how to do tracing and 
make blue prints, how to read prints, machine design. Reference index, with valuable tables. How ta 
use the slide rule. A STANDARD STUDY TEXT FOR DRAFTING ROOM AND SHOP, 


C AUDELS MILLWRIGHTS & MECHANICS GUIDE „94 


PRACTICAL LATE INFORMATION ON PLANT INSTALLATION, OPERATION & MAINTENANCE. 
1200 pages, completely illustrated, 5 x 6» x 2, flexible covers, fully indexed. 1000 facts at your fingertips. 
For millwrights, mechanics, erecting maintenance men, riggers, shopmen, service men, foremen, inspec- 
tors, superintendents. 

Section 1: Mechanical power transmission—2: millwrights and mechanies tools and their use—3: builds 
ing and construction work—4: plant operation and maintenance—5: installation and maintenance of 
electrica! machinery—6: practical calculation and technical data-—how tu read blue prints, 


L] AUDELS CARPENTERS & BUILDERS GUIDES © 


A PRACTICAL ILLUSTRATED TRADE ASSISTANT ON MODERN CONSTRUCTION FOR CARPEN- 

TERS, JOINERS, BUILDERS, MECHANICS AND ALL WOODWORKERS. 

Explaining in practical, concise language and by illustrations, diagrams, Charts, graphs and pictures, 

Де advances, short cuts, based on modern practice. How to figure and calculate various jobs. 
0l. 1— Tools, steel square, saw. filing, joinery, furniture—431 pages—12n0 illustrations. 

Vol, 2-—Builders mathernatics, drawing plans, specifications, estimates—455 pages—400 illustrations, 

Vol. 3—House and roof framing, laying out, foundations—255 pages—400 illustrations. 

Vol. 4—Doors, windows, stair building, millwork, painting—4aag pages—400 illustrations, 

4 VOLS., 1600 PAGES, 3700 ILLUSTRATIONS, FLEXIBLE COVERS, $6. EACH VOLUME POCKET 

SIZE, SOLD SEPARATELY $1.50 A VOL. 


[7 AUDELS PLUMBERS & STEAMFITTERS GUIDES 


A PRACTICAL LLUSTRATED, TRADE ASSISTANT AND READY REFERENCE FOR MASTER 
PLUMBERS, J0L. NEYMEN AND APPRENTICE STEAM FITTERS, GAS FITTERS AND HELPERS, 
SHEET METAL W.RKERS AND DRAUGHTSMEN, MASTER BUILDERS AND ENGINEERS. 
Explaining in plain language and by clear illustrations, diagrams, Charts, graphs and pictures the 
principles of modern plumbing practice. r 

Vol. 1—Mathematics, physics, materials, tools, lead work—374 Pages—716 diagrams, 

Vol. 2—Water supply, drainage, rough work, tests—496 рапе5—6126 diagrams. 

Vol. 3—Pipe fitting, ventilation, gas, steam—a00 pages—-900 diagrams. 

Vol. 4—Sheet metal work, smithing, brazing, motors. 

4 VOLS.—1670 PAGES—3642 DIAGRAMS—FLEXIBLE COVERS, $6. EACH VOL. POCKET SIZE. 
SOLD SEPARATELY $1.50 A VOL. ; 


L1 AUDELS MASONS & BUILDERS GUIDES 


A PRACTICAL ILLUSTRATEU TRADE ASSISTANT ON MODERN CONSTRUCTION FOR BRICK- 
LAYERS---STONE MASONS- -LEMFNT WORKERS—PLASTERERS AND TILE SETTERS., » 
Explaining т crear language and by well-done illustrations, diagrams, charts, graphs and pictures. 
principles i advances, short cuts, based on modern practice—including how to figure and caléulate 
various jobs. К 
Vol. t—Brick work, bricklaying, bonding, designs—266 pages, 

Vol. 2—Bric’ foundations, arches, tile setting, estimating—245 pages. 
Vol. 3—Concrete mixing, placing forms, reinforced stucco—259 pages. 

' Vol. 4—Piastering, stone masonry, steel construction, blue pue pages. 

& VOLS.—1100 PAGES-—-2067 ILLUSTRATIONS—COMPLET SET, $6. EACH VOL. (POCKET SIZE, 
FLEXIBLE 20УЕВ) $1.50 А VOL. i 





AUDELS ENGINEERS & MECHANICS GUIDES $12. 
C Single volumes I to 7.......... „еасћ $1.50 
П уоште 8..............-..... · . $9.00 


HELPFUL INFORMATION IN HANDY FORM. . . . 

For every engineer, mechanic, machinist, electrician, fireman, eiler, engineer student, this Master Set 
is a gold mine of daily, practical helps for workers in every branch of engineering. A self educating study 
course fer the student, the standard reference work for the chief. Thousands of rules, tables, calculations 
and diagrams make it easy to read and learn. Latest inside information on theory and practice of modern 
engineering for reference, study and review. Thousands of new short-cuts that make the job easier. 

8 pocket volumes with ready reference index, 4500 pages, 7750 illustrations. Easy ta read, Highly en- 
dorsed. Help in securing engineer's license. . 

Vol. 1—Engine principles, valve setting, pumps. 470 pages, 847 illus. 

Vol. 2—Corliss, unifow, pumping, contractors engines, 500 pages, 997 illus. 

Vol. 3—Locomotive, marine, turbine engines, ifidicators. 375 pages, 793 illus. 

Vol, 4—Gas, gasoline, oil engines, producers, aviation. 475 pages, $40 illus. 

Vol, 5—Steam, fuel economy, boiler construction. 525 pages, 755 ilius. 

Vol, 6—Firing, oil burners, stokers, repairs. 575 pages, 999 illus. 

Vol. 7—Pipe fitting, heating, refrigeration, elevators. 550 pages, 107% illus» 

Vol. 8—Wiring and electrical reference. 1040 pages, 2600 illus. 


7] AUDELS ANSWERS on Practical Engineering. .$1 


QUESTIONS AND ANSWERS COVERING THE FUNDAMENTAL PRINCIPLES GOVERNING PRAC- 
TICE OF STEAM ENGINEERING. FOR ENGINEERS, FIREMEN, MACHINISTS. 
2&8 pages, fuliy illustrated, handsomely printed and bound. 


C] HAWKINS AIDS TO ENGINEERS’ EXAMS.. ....$2 


AN EVER HELPFUL BOOK FOR EXAMINATIONS. 


(-] AUDELS SHIPFITTERS HANDY BOOK....... .S1- 


288 PAGES OF INFORMATION, INSTRUCTION, PICTURES AND REFERENCE CHARTS, TOGETHER 
WITH MANY SHORT CUTS AND TROUBLE SAVERS FOR SHIPFITTERS IN THEIR DAILY ROU- 
TINE. EVERY SHIPF'TTER NEEDS THIS BOOK. NO OTHER TRADE BOOK LIKE IT. 


[.] AUDELS aiRGRAFT WORKER. ............. 9l 


A HANDY POCKET 800K FOR ALL MECHANICS, LEADMEN, LAYOUr MEN, DRAFTSMEN, DE- 
SIGNERS, APPRENTICES AND STUDENTS. 240 pages—bully illustrated and indexed, Flexible binding. 
Answers your daily questions with clear, concise practical information, nointers, facts and figures. 
9 Sections Covering: 1 Aircraft Materials, Terms, Parts—2 Blueprints, Working Drawings-—3 Mathe- 
matics, How to figure—4 Layout and Bending—5 Tools and Machines—6 Kiveting, Spot Welding and 
Hints—7 Fabrication, Blocking, Angles, etc.—8 Assembly, Fuselage, Wing & Finat How to Use Tools— 
9 Tables & Data, Symbols, Army & Navy Specifications, etc. 


Cl PAINTING & DECORATING METHODS..... .$2 


A TEXTBOOK FOR APPRENTICE AND JOURNEYMAN. PROOUCED UNER DIRECTION OF INTER- 
NATIONAL ASS'N OF MASTER PAINTERS AND DECORATORS. 

Over 300 pages—fully illustrated. PRACTICAL INFORMATION. -EASV. tu UNDERSTAND. 
The purpose of this book is to help educate men to be first class journeymen ^ouse vanter; and decora» 
tors. Painting problems are quickly and easily worked out by its aid. . ЛИ 
Covers tools, materials, outside and inside work, floor and wood finishing, paper hangin ara calcimining, 
A simple, progressive outline for each class of work, 


[1 AUDELS GARDENERS & GROWERS GUIDES 


EXPERT GUIDANCE FOR BETTER FRUIT, FLOWERS, VEGETABLES. 

Here is your opportunity to get a vast amount of expert plans—helps—hints—suggestions— secrets— 
short cuts—discoveries for better results. 

4 practical help reference volumes—1700 pages—tich, flexible covers—hundreds of Hiustrat.ons. 

Vol. i—Working, fertilizing, irrigating, draining the soil—284 pages, fully illustrated. 

Vol. 2—Good vegetables and market gardening—443 pages, fully illustrated. 

Vol. 3—Fine fruit culture, cash crops-—492 pages, fully illustrated. 

Vol. 4—Beautiful flowers, successful cultivation, propagation. Over 500 pages, fully illustrated. 
EXCEPTIONALLY VALUABLE B00KS FOR SUCCESSFUL GARDENING FOR PLEASURE OR PROFN, 
COMPLETE SET OF 4, $6. SOLD SEPARATELY, $1.50 EACH. 


:L] AUDELS QUESTIONS & ANSWERS FOR 
ELECTRICIANS EXAMINATIONS. .........$i 


A PRACTICAL BOOK TO HELP YOU PREPARE FOR ALL GRADES OF ELECTRICIANS LICENSE 
EXAMINATIONS. A Helpful Review of all the fundamental principles underlying each question and 
answer needed to prepare you to solve any new or similar problem, which while being asked differently 
still calls for the same answer and knowledge. 

Covering the National Electrical Code, Questions and Answers for License Tests; Ohm's Law with 
applied Examples; Hook-ups for Motors; Lighting and Instruments; 250 Pages. Fully Indexed and 
Wiustrated. Pocket Size. Flexible Covers. A COMPLETE REVIEW FOR ALL ELECTRICAL WORKERS, 


C] AUDELS WIRING DIAGRAMS FOR 
НЕНТ & РОМЕВ...................$ 


Electricians, wiremen, linemen, plant superintendents, construction engineers, electrical contractors 
and students will find these diagrams a valuable source of practical help. 5 
This book gives the practical man the facts on wiring of electrical apparatus. It explains clearly itt 


simple language how to wire apparatus for practically all fields of electricity, Each diagram is complete 
and self-explaining—210 pages, illustrated. A PRACTICAL, HANDY BOOK OF HOOK-UPS, 


C1 AUDELS HANDY BOOK OF PRACTICAL 
ELECTRICITY.....................$4 


FOR MAINTENANCE ENGINEERS, ELECTRICIANS AND ALL ELECTRICAL WORKERS. 

1340 pages, 2600 illustrations. . n 

A quick, simplified, ready reference book, giving complete instruction and practical information on the 
rules and laws of electricity—maintenance of electrical machinery—A.C. and D.C. motors—armature 
winding and repair—wiring diagrams—house lighting—power wiring—cable splicing—meters—bat- 
teries—transformers—elevators-—electric cranes—railways—bells—sign flashers—telephone—ignition— 
radio principles—refrigeration—air conditioning—oil Durners-—air compressorse-welding, and many 
modern applications explained so you can understand. 

THE KEY TO A PRACTICAL UNDERSTANDING OF ELECTRICITY, 


L] HAWKINS ELECTRICAL GUIDES. .10 Vols.—$10 


IN 10 FLEXIBLE POCKET BOOKS—$1 PER VOL. 

QUESTIONS, ANSWERS AND ILLUSTRATIONS. A PROGRESSIVE COURSE FOR ENGINEERS, 
ELECTRICIANS, STUDENTS AND ALL DESIRING A WORKING KNOWLEDGE OF ELECTRICITY 
AND ITS APPLICATION. ә n 

These books are especially for ambitious men who are training for advancement or likely to be called 
upon for work outside of their regular line; for ready reference, and all who want information regarding 
electrical appliances. 


A ready reference index, planned to render easily accessible all the vast information contained in the 
10 electrical guides. i 


Cj AUDELS ELECTRONIC DEVICES......... .$2 


TELLS WHAT YOU WANT TO KNOW ABOUT THE ELECTRIC EYE. Я 

Covering photo-electric cells and their applications, includes easily understood explanations of ithe 
workings of the electric eye, amplifiers, anodes, candlepower, color temperature, illuminatlon, frequen- 
ties, photo tubes, grid basis, voltage, photo-electric tubes, photocell, vacuum tubes, the osciliator, 
electron tubes, electrons versus atoms, Ohm's Law, wiring diagrams. 

A PRACTICAL BOOK ON ELECTRONICS. 





ен 


[] AUDELS ELECTRICAL POWER CALCULATIONS . $2 


275 TYPICAL PROBLEMS FULLY WORKED OUT. 

Gives and explains the mathematical formulae and the fundamental electrica! laws for all the everyday, 
practical problems in electricity—-Ohm’'s and Kirchhoff's laws for Direct Current—the generation anil 
application of alternating current—problems in series and parallel circuits—transformers—transmission 
lines——electrical machinery. Valuable notes ou Radio Circuit Calculation. 

With 289 Diagrams, and Tables on Conversion, Wire Gauges and Capacities, etc. Other Data; Symbols, 
Formulae. 420 pages, fully diagrammed. Two parts (A.C.—D.C.). Indexed. 

EVERY ELECTRICAL WORKER & STUDENT NEEDS THIS MODERN "MATHEMATICAL TOOL.” 


C AUDELS NEW ELECTRIC DICTIONARY. .... .$2 


FOR EVERY WORKER WHO HAS TO DO WITH ELECTRICITY. 

The language of your profession in convenient, alphabetical order so you can instantly locate any 
word, phrase or term. To be an expert in any line. you must “talk the language." Audels New Electric 
Dictionary enables you to understand and explain electrical problems so your hearer will thoroughly 
understand you. 

Defines more than 9000 words, terms and phrases in plain and unmistakable language, compiled with the 
same accuracy and thoroughness that has characterized Audel books for 65 years. 

Valuable as an Encyclopedia of Electricity and as a Dictionary. 

AN ABSOLUTE NECESSITY TO EVERY ELECTRICAL WORKER AND STUDENT. 


C1 AUDELS NEW RADIOMANS GUIDE....... $4 


A KEY TO THE PRACTICAL UNDERSTANDING OF RADIO. FOR RADIO- ENGINEERS, SERVICE- 
MEN, AMATEURS. 

750 pages, 400 illustrations and diagrams. Size 5 x 6*2. 

Features: Radio fundamentals and Ohm's Law—physics of sound as related to radio science—-electrical 
measuring instruments—power supply units—resistors, indicators and condensers—radio transformers 
and examples on their designs—broadcasting stations—principles of radio telephony—vacuum tubes— 
radio receivers—radio circui, diagrams—receiver construction—radio control systems—loud speakers— 
antenna systems—antenna systems (automobile) —phonograph pickups—public address systems—aircraft 
radio—marine radio equipnient—the radio compass and principle of operation—radio beacons—auto- 
matic radio alarms——short wave radio—coil calculations—radio testing—cathode ray oscillographs— 
static elimination and radio trouble pointezs-—underwriter's stanaards—units and tables. 
AUTHENTIC, CLEAR, CONCISE. 


[] AUDELS NEW ELECTRIC LIBRARY . .$1.50 a vol. 


FOR ENGINEERS, ELECTRICIANS, ALL ELECTRICAL WORKERS. MECHANICS AND STUDENTS. , 

Presenting in simplest, concise ferm the fundamental principles. rules and applications of applied 

electricity. Fully illustrated with diagrams & sketches, also calculations & tables for ready reference. 

Helpful questions and answers. Trial tests for practice, study and review. Design, construction, operation 

and maintenance of modern electrical machines and appliances. Cased on the best knowledge and 

experience of apptied electricity. 

Vol. 1—Principles and rules of electricity, magnetism. armature winding, renairs—700 illustrations— 
480 pages. 

Vol. 2—Dynamos. D.C. motors, construction, installation. maintenance, trcutle shooting—573 illus- 
trations—418 pages. ` 

Vol. 3-—Electrical testing instruments and tests, storage hattegr construction and repairs—631 illus- 
trations—472 pages. 

Vol. 4—Alternating current principles and diagrams. ромег facter, alternators, transformers—801 
illustrations—484 pages. 

Vol. S—A.C. motors, windings, reconnecting. maintenance, converters, switches, fuses, circuit 
breakers—1489 illustrations—498 pages. 

Vol, 6-—Relays, condensers. regulators, rectifiers, meters. switchboards, power station practice—689 
illustrations—548 pages. 

Vol. 7—Wiring——house, light and power, circuits. high tension transmissicn, plans, calculations, code, 
marine wiring practice—-1218 iltustraticns— 28 pages. 

Vol. 8—Railways. signals, elevators, ignition—1078 illustrations-—812 pages. 

Vol. 9—Radio, telephone. telegraph, television. motion pictures—793 illustrations—S76 pages. 

Vol. 10—Refrigeration, illumination, welding, x-ray, modern electrjcal appliances, index—-1084 illus- 
trations—674 pages. 

Vol. 11—Electric mathematics and calculations—700 pages. 

Vol. 12—Electric dictionary, 9000 words ап terrms—550 pages. 

COMPLETE IN 12 VOLUMES—EACH VOLUME SOLD SEPARATELY AT $1.50 EACH. 





